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Fable of the Child & 


and the 
Reflection 





A little girl, carrying a lump of sugar 
while wading in a stream, saw her 
image reflected in the water below. 
Desiring the other little girl’s sugar, 
too, she grabbed for the supposed 
treasure, but in so doing, her own 
sugar melted away and she lost all. 


Aesop’s Fables (revised) 


In the same way, a heating contractor may risk his business capital 
in seeking some advantage, which he thinks he sees in the river of 
price competition. 


Thoughtlessly he reaches out for more work by featuring a low price. 
Of course, his price argument may get a few jobs—but in the end he 
loses. He loses both profits and prestige. 


Alert heating contractors ask a profit and submit along with their 
bids, distinctive quality features such as Weil-McLain corrugated 
heating surfaces, long back-and-forth fire travel and scientific com- 
bustion. They are adhering to policies that give better promise of 
business success. 


WEIL-McLAIN COMPANY 
Manufacturing Division Executive Offices 
Michigan City, Indiana Chicago, Illinois 


Weil-M‘Lain 
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BOILERS 


“SEE THE WEIL-McLAIN JOBBER IN YOUR TERRITORY”’ 
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Don’t hesitate to advertise the fact you area 
VQGEL dealer. You will find many an order 
coming your way when people find out you 
have these products of convenience to give 
them. 





Let the tourist camps know—the service sta- 
tions and the home owner who wants a Frost 
Proof Hydrant for his garage. 


VQGEL is your big word of profit. Capi- 


talize it. 


Our ’ 
( atalog 
/ in 








Jos. A. Vogel Co. 


Wilmington, Del. St. Louis, Mo. 
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heated by Heggie-Simplex Steel Boilers. 
Architect, P. S. Tyre, Philadelphia 
Engineer, H. J. Eggly Jr., Philadelphia 


Cadillac Sales Service Station, Philadelphia— 
Heating Contractor, Chas. E. Monday, Philadelphia 














Choice of Careful Corporations— 


HERE heating must be even, sure and economical — 

in the buildings of. leading corporations all over the 
country—you find Heggie-Simplex electric-welded steel heat- 
ing boilers in steadily increasing numbers. The most modern 
of heating equipment—making certain the most satisfactory 
service at the lowest final cost. 


Heggie-Simplex Boiler Co., Joliet, Illinois. Representatives in principal cities 
— telephone and address listed under “Heggie-Simplex Boiler Company.” 


HEGCIE-SIMPLEX 


ELECTRIC-WELDED STEEL HEATING BOILERS 
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A Quality machine at a Quantity price 


You get bigger value at a lower cost, 
because of our big production in an efficient 
established plant. 


Your “‘WILLIE”’ is a real machine tool that 
is built to stand its three-times-faster pace. 
Cuts clean threads—perfectly “‘steam tight” 
—that don’t have to be fixed up for leaks 
after the job is done. 


And handy. Cuts, threads and reams 
Y-inch to 2-inch pipe. And with the 
Daleonnd shaft attachment you thread pipe 
up to 8 inches diameter, and larger. 


Write for full description in Folder “D.”’ 


X 
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“SPEED COUNTS NOWADAYS! Do you 
know that two men are charging steel furnaces 
that took 14 men to charge a few years ago'— 


‘And that one glassmaker turns out 3,000 
four-ounce bottles an hour, where he used to 
make only 77 '— 


‘In this age of SPEED, are you still thread- 
ing pipe by hand?” 


You have a pleasant surprise coming when 
you put the WILLIAMS PORTABLE, ‘“‘ WILLIE 
WILLIAMS” Machine on your work and see 
how it cuts, threads and reams pipe three times 
faster. And by using this machine you can 
keep your high-priced mechanics on the 
actual construction work. 


For instance, here’s what a well known 
Michigan plumber writes: 


“One helper and the WILLIE WIL- 
LIAMS does the work that used to take 
four men. Our WILLIE has paid for it- 
self over and over again, and has saved 
much hard work and time.’”’ (Name 
and full details on request). 


Drop us a line for our new Folder “D” show- 
ing how the WILLIE WILLIAMS is making more 
money for plumbers and steamfitters. It also 
explains the new “Pay-from-Profits” plan, by 
which this high-grade machine tool buys itself. 


WILLIAMS TOOL CORPORATION 


Erie, Pennsylvania 


WILLIE WILLIAMS 


PORTABLE POWER 


PIPE MACHINE 
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The Pipe Mills of Bethlehem Steel 
Company are located at Maryland 
Plant, Sparrows Point, Md., near 
Baltimore. This plant is on tide- 
water, facilitating prompt shipment 
by water as well as by rail. 





Ar Maryland Plant, Sparrows Point, 
Md., near Baltimore, a complete stock 
of Bethlehem Steel Pipe is maintained 
ready for shipment. An order for 
any but a most unusual quantity or 
size can be filled immediately. 


Three trunk-line railroads enter 
Maryland Plant, consequently re- 
markably prompt inland shipments 
can be made. Shipment by water 
to points on the Atlantic Seaboard, 
Gulf, or Pacific Coasts is equally 
prompt, as the location of Maryland 
Plant on tidewater permits the load- 
ing of pipe directly into the steamer 
at the plant. 


Storage and Shipping Department of the Pipe Mills. The When you require a rush shipment 


facilities for stocking and loading pipe are exceptional; a . ; 
large, well-assorted stock is kept on hand at all times, so that of steel pipe, phone or wire the near- 


any normal demand can be met by immediate shipment. est Bethlehem District Office, and the 
District Offices in: New York, Bédston, Philadelphia, Bethlehem Steel Pipe you require will 
Baltimore, Washington, Atlanta, Pittsburgh, Buffalo, . ; . 
Cleveland, Detroit, Cincinnati, Chicago, St. Louis, San be started on its way immediately. 
Francisco, Los Angeles, Seattle, and Portland 
Bethlehem Steel Export Corporation, New York City BETHLEHEM STEEL COMPANY 
Sole Exporter of our Commercial Products General Offices: BETHLEHEM PA. 





BETHLEHEM 
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The Shivering Building 
makes no man welcome 


F pees YEAR—another loss! . . . Losses due not 
alone to excessive fuel costs, but vacant offices, 
increased tenant turnover and maintenance costs. 
Something must be done about it ... And then 
something was done about it! . . . The faulty, obsolete 
hot water system was converted to a Webster Vacuum 
System of Steam Heating . . . The building was 
thawcd out—filled up and kept filled—and the 
fuel bill showed a saving of $563.50 per year! 


We asked an organization of independent engineers 
to develop a complete analysis of the installation 
in this and other buildings. Building managers and 
owners will be interested in examining the resulting 
data. The coupon is for your convenience. 






- since 1888 





Systems 
of’ Steam Heating 


Warren Webster & Company, Camden, New Jersey 
Pioneers of the Vacuum System of Steam Heating 
52 U. S. Branch Offices—In Canada, Darling Bros., Ltd., Montreal 


More than 46,000 installations in America’s finer buildings 





Warren Wesster & Company, Camden, New Jersey 


We would like to read about the money saved by “‘Modernization”’ 
of Obsolete Heating Plants. 


Name Title 


Address ~...... D E 5-26-28 
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ANOTHER 
EXAMPLE! 


Was 50% unoccupied— 
Webster Heating Brings 
Them Back 


Up to 1925 unoccupied 
cold rooms were costing a 
Y. M.C. A. over $4,500.00 a 
year. The Board of Directors 
determined to correct the con- 
dition by replacing the hot 
water system then in use. 
After a thorough investiga- 
tion to find what system 
would give the desired result 
with the least investment, a 
Webster Vacuum System of 
Steam Heating was decided 
upon. 

After two years of opera- 
tion we asked a firm of disin- 
terested engineers to make a 
survey of this installation and 
report conditions as they 
found them. Here are the facts 
and figures: 


Former cost of heating, 
$2,246.00 per year. An- 
nual loss from 50 per 
cent of room rentals for 
seven months, $4,610.65. 
Total direct and indirect 
costs, $6,856.65. 


With the Webster System 
heating all rooms to a com- 
fortable temperature through- 
out the year, the deficit due 
to vacancy ceases to exist. 
And over and above the 
cost of operation, maintenance 
and carrying charges their 
records show an annual sav- 
ings of more than $3,250.00— 
a sum that retires the cost of 
this modern installation in 
five years! 


This report is typical of the 
conditions encountered and 
remedied by Webster Steam 
Heating Specialists in build- 
ings of every size and type. 
If there is any doubt regard- 
ing the efliciency of the sys- 
tem now heating your plant 
or building write us for a 
data blank from which we will 
make a preliminary survey 
without obligation. 
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There is no better seat made, Will ht any stand. 

~ ard measurement bowl. ‘ ‘ 
Like all ‘’Stasco”’ Scats itis made of hard wood, . 
finished in glistening ‘Ivory’ Sheet Pyralin, 
which 1s impervious alike 10 water and acid. 
Even the “No Metal Exposed” hinges are fin- 
ished in this sanitary material. Fully gonna’, 
GOL crack, craze, pec! or turn yellow, 


* — Price, $12.00 
No. 201.“*Stasco’’ same design-~except 


She Lasting Beauty of Marble 


This seat is desigsed so aS tu reduce tO a Mint 
mum the visibility of che oickeled hinge, pre- 
senting oniy tts clean ‘Empire White’ Sprayed 
Pyraiin hnish to the view. 

Combined with quality “‘Stasco”’ construction 
this scat makes a very desirable fixture wm acy 
bathroom, aod will te any standard measure- 
mint bowl 


’ Fully guaranteed not to crack, craze, peel or 
x 


ture yellow. 


- open front for standard measurement 
- » howl---Price, $14.00 ez 


i STASCOs] 


Price, 37-50 





Price $6.50 
In Canada, $8.50 





Feature this seat in your 


complete “STASCO” Line 


Though all our “STASCO” Seats have met 
popular approval, the outstanding feature 
from a merchandising angle is the No. 358. 


This ‘‘STASCO” Seat has a tremendous appeal 
because it is very moderately priced, which 
brings it within the reach of everyone. Yet it is 
so attractive and so well made that it com- 


bines smart appearance with long service. 


It is finished in ‘Empire White” sprayed 
Pyralin and has quality nickeled cast brass 
hinges. It fits any standard measurement 
toilet bowl. And, liké all “STASCO” Seats, 
is fully guaranteed not to crack, craze, peel 
or turn yellow. 


“STASCO” POLICY 


The “STASCO” Policy of extensive advertising in leading national publications and of selling 
through only legitimate trade channels insures you of many sales and full protection on every sale. 








STANDARD TANK & SEAT CO., Camden, N. J. 
Export Office: 115 Broad Street, New York 





CLIP AND DETAILS 


STANDARD TANK & SEAT CO., Camden, N. J. 
I'd like to have complete information about “STASCO” Seats and “STASCO” Policies. 
Your name 
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Address ......- 
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Ten Reasons Why Nancy Lee Seamless Shower Curtains 
Should Increase Sales For You 


1. Made of highest quality celanese and percales, coated with genuine heater 
cured rubber. 

2. Do not shrink or stretch. 

3. Completely washable: lustre and sheen improves with tubbing. 

4. Nancy Lee Shower Curtains never need to be tinted—-colors are fast. 

5. The material does not absorb moisture, dries rapidly. 

6. Strong, long wearing. All edges and seams vulcanized into one piece, can't 
leak curtain. 

7. Because we use heater cured rubber only, these curtains do not crack, peel, 
get gummy or harden. 

8. Special mica finish gives rubber unusual soft satin effect. 

9. Offers choice of colors and combination of colors on both sides of curtain. 

10. Spots easily removed. Rub lightly with soap and water. 





























~~ NANCY LEE SHOWER CURTAINS ~ 
In an Endless Variety of Colors 


Solids or two-tone combinations 
vt ANCY LEE Seamless Shower Curtains Made of celanese silk and pure heater cured 





i4_ are the final touch in decorating any rubber — vulcanized into one-piece curtain — ; 
bathroom. Made in a wide variety they are absolutely leakproof, long- lasting : 

of colors — green, pink, blue, orchid, —always fresh and colorful. Can be : 

either in solid colors or two-tone combinations laundered frequently without the slightest 5 
—to match any bath fixture combinations. damage. : 


ip Ee 


Very reasonably priced —sold through jobbers only 


Write us today for samples of materials and 
prices. A sales representative in your territory. 


VULCATEX,INC. ~~ — 100 East Ohio Street ~ (CHICAGO 


SALES REPRESENTATIVES: SALES REPRESENTATIVES: 
D. D. Reed, 2457 Woodward A Detroit, Mi 
H. Romeyn Smith, Ine 12 Li Lispenard St. 3 New 3 York, N. Y. Rebere , Shoat. 200 C Ges Binet, “Milwaukee, Wis. 
Pailede & Mack. S : . Broad & Chestaut St., J. F. O'Hara, 334 ist St., roy erico & Min 
Fletcher Wi Well Co., 1921 E. 7th St. Los Angeles, Calif. - E. Paterso pete City, Mex. 


. 235 Alerander St.. 
Geo. E. Geshe = 219 East 14thJSt. - "nneee yes 
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VER a long period of troublesome years, architects, contractors 
and owners of large buildings also have contended with leaks; 
ever increasing steam leakages from Expansion Joints used 


on heating pipe risers. 


Joint packing, as was the Dutch boy’s arm, is only temporarily 
efficient. A joint stuffed with commercial packing is bound to 
leak eventually. It is totally unfit for a vacuum system or a system 
where a slight vacuum is pulled. 





The over-loaded pump fails to retain the vacuum, heating efficiency 
becomes poor, and fuel and repair costs multiply. 


A) 7, Lp). PACKLESS 
1, ///1/°" “+ BXPANSION JOINT 


Allows Absolutely No Leakage 





Its heart, the all-metal, original and genuine Sylphon 
Bellows acts as a continuous yet flexible barrier to steam 
escape. It is steam tight now, tomorrow or ten years oe 3 
from today, requires no attention, and yet has perfect free- ws “~~ 

dom of motion without risk of ‘‘jamming.”’ It does away with 

‘“‘Expansion loops’’ those story-height space wasters. No 

more packed or “sliding sleeve” expansion joints, almost impossible to repack in the case of a riser concealed in furring. 


| -. f F ’ P : . 
Pigstigcggi ff Aer: ‘ fé,zi FEST TEES | ‘ Mit, Ps ffi 


We will be glad to send you complete data, sizes, prices, and 
shipping weights. Use the coupon or write if you prefer. 








THE FULTON SYLPHON COMPANY, Knoxville, Tenn., U. S. A. 


Sales Offices: New York, Chicago, Philadelphia, Boston, Detroit. All Principal Cities in the U. S. DEPT. K 





Gentlemen: 
We are interested in the application of the Sylphon Packless Expansion Joint to 





I 6 hg eed eee aT Ge a eed ot ty cateee en okeesdpbaneews 
SYLPHON BELLOWS 
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i The motor element in all C 
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New York: 10 E. 4lst St. 








Heating systems are now cold, but 
many of their owners are still hot when 
they think of the high fuel bills of 
last winter. 


Now is the time to sell them “Guar- 
anteed Heating Satisfaction’ before 
they, too, cool off. During the next 
few months they will gradually forget 
last winter’s troubles; and the hot 
summer days will make any amount of 
cold seem welcome by contrast. Other 
necessary household expenses will come 
up; and next winter many home owners 
will again experience the same expen- 
sive discomfort, caused by inadequate 
and inefficient heating systems. 


Before you are busy with late sum- 


HIT WHILE THE IRON IS HOT! 


mer and fall contracting, canvass your 
territory for signs of heating dissatis- 
faction. Sell clients and prospects the 
idea of comfort and operating economy 
which is possible with a boiler of 
scientific design and adequate fire sur- 
face properly rated. 


To all who have complained of heat- 
ing problems during the past winter, 
mail copies of our two books, “‘Guar- 
anteed Heating Satisfaction at Mini- 
mum Cost,” and “Does it Pay to Install 
an Oil Burner?’ These will be supplied 
to you gladly without charge. One re- 
placement job would more than repay 
you for your effort. The H. B. Smith 
Co., Dept. A-48, Westfield, Mass. 


‘Me ABs SMITH 


BOILERS t&- RADIATORS 





Used in fine homes and buildings since [8360 


The H. B. Smith Boilers for steam, hot water 
and vapor heating; radiators; and hot water 
supply boilers; for every type and size of private 
home, office building, factory and public building. 


Sales Offices and Warehouses: 


Cleveland: 1108 Webster Ave. S. E. 





Boston: 640 Main St., Cambridge 


Westfield, Mass. 








Philadelphia: 49th St. & Grays Ave. 
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| A Letter from 


NYE 


Thin Blade 
Cutter Wheels 
Knurled 


or 


Smooth Edge 


Made to Fit 
All 
Standard Makes 
of 
Pipe Cutters 





Knurled Edge 





Smooth Edge 


Nye cutter wheels are made 
from the highest grade tool 
steel, and are hardened and 
tempered in oil. Blades 
about 7th of an inch thick 
and straight from hub to 
cutting edge. Cut with one- 


. third the time and power 
% required by old type wheels 





4 And also they are— 


ABSOLUTELY 
GUARANTEED 
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Harry G. Nye 


May 26, 1928. 


To the Plumbers and Steamfitters 
of the U. S. A. 


Fellow Citizens: 


Last January I predicted in one of the plumbing papers 
that there was going to be a good building business this year, 
and the prediction seems to be borne out by the facts, instead 
of by the feet, like some of my predictions are. I am nota 
prophet, nor a son of a prophet. I have been called a son of 
several things, but never a son of a prophet. So you may 
wonder how I happened to hit it that time. I[’1l tell you. 





Old J. Pierpont Morgan said one time that any man was a 
fool who was a bear on the United States. I would go a step 
farther and say that any man is a fool who isn’t a bull on 
any part of America, from the sunkissed shores of Florida and 
California, where the bathing beauties raise the temperature 
of the ocean to 80 degrees, to the land of the aurora 
borealis, where the Canadian maidens make the arctic circle 
look like a diamond necklace. 


I don’t mean by that to rush out and pay 190 for Radio 
common or Marconi ordinary. I mean by that that the man who 
will take his country, whether it is Cal Coolidge’s or Canada, 
for better or for worse, in sickness and in health, and hang 
on, is going to win out in the long run. The man who gives 
his worldly goods away every time there is an eclipse, is 
going to lose out, because the world isn’t coming to an end 
every time it gets dark. 


Last fall there were a number of fellows who were con- 
Siderably concerned about the country. Business was down and 
profits off, and Henry Ford had shut down, and you know how 
quiet it is when the Fords aren’t running. But, I said to 
myself, the sound of the tractor will soon be heard in the 
land, for the farmer will go right on raising big crops, and 
the book—keeper will go right on raising a big family, and 
the world will be all right, or even righter. 


When they told me building permits were falling off, lI 
said, what about marriage licenses? As long as there are 
Bobs and Berthas there are going to be babies, and as long as 
there are babies there are going to be buildings, and as long 
as there is building there is going to be business. Our 
population is growing denser all the time — you can tell that 
by the people we elect. The first thing a girl thinks of isa 
husband, and the next a house. 


Old man Morgan was right. And I don’t think old man 
Nye is far wrong. Any shop with good tools will do a good 
business at a good profit. If not today, tomorrow. If not 
tomorrow, next month. And the greatest of these is good 
tools. Be a bull on tools, too. Buy the best tools, for 
that means you will do the best work, and the best business, 


at the best profit. 
Yours as usual, hha ) st. Vay. 


Copyright 1928 by Harry G. Nye. 
” All rights reserved. 


OTHERWISE KNOWN AS 


THE NYE TOOL & MACHINE WORKS 


MANUFACTURERS OF HIGH GRADE PIPE TOOLS 
4120-30 Fullerton Avenue Chicago, Illinois 
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Buiid your reputation up- 
on LEAD, the Dependable 
Metal — tough and elas- 
tic, withstanding shocks 
that break other metals. 
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The rounded corners and beveled edges 


of the Eagle Super Flange make it un- 
usually easy to handle. Easily adjusted 
to any pitch of roof (the boot is rounded 
into the apron). Made of 100% pure 
soft Southwestern Missouri Pig Lead, in 
one piece, under 100 pounds pressure, 


A ALL LEAD 
___. ONE PIECE ¥ 


May 26, 1928 


1 EAGLE—the roof flange 
¥ with the beveled ed ge. 


thereby eliminating blow holes. Pliable 
and ductile. Water-tight caulking is 
made easy by feather edge at boot top 
and special caulking ring. At your job- 
ber or dealer—or write us for free de- 
scriptive folder. The Eagle-Picher Lead 
Company, Chicago, Joplin, Cincinnati. 


\ Super FLANGE 





‘J 


Reg.U.S.Pat.off. 
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Engineer- 
ing” market 
reports are 
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each week 
by personal 
ealls on 
reliable 
sources. 




















“Quality 
and sales- 
manship, not 
price, are 
the out- 
standing 
factors in 
volume 
sales.’? — H. 
S. Maddock, 
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Where the ages of man formerly were known by the characteristics of the race at the time, such as the Paleozoic Age, and a 


number of others, the age of modern man is characterized by his accomplishments. 


In the past years we, or our ancestors, 


passed through a number of so-called “ages,” among them being the stone, bronze and iron ages, indicating materials with 
which the men of those ages worked. Now there can be no doubt but that we are in the elecirical age, an age characterized 


by the achievements of the modern power, electricity. Electricity is entering the plumbing and 
heating field—the modern contractor who keeps abreast of the times will follow the trend. 


HIS week there is an electrical article called “Elec- 

tric Water Heaters,” which points out the growth 
of the manufacture of this equipment and explains its 
uses. At present there are 35 makers of electric water 
heaters listed in the “Domestic Engineering” Catalog 
Directory, and new ones are springing up every day. It 
is not the intention of the article to predict what the 
development of electric water heating may be, but to 
call attention to the electrical phase of heating water to 
those who are interested. The latter should number a 
great many plumbing contractors. On the cover are 
photographs of a hydro-electric generating system and a 
high tension line carrying power for electrical uses. 





HE TREND of standardization and 

simplification of the manufacturing pro- 
cesses and products in the country is rapidly 
increasing, and a number of plumbing and 
heating lines have gone through some of the 
processes of standardization. The retailers 
in the plumbing and heating industry are 
also helping toward the standardization 
movement, as evidenced by the move made 
recently by the Virginia state association of 
master plumbers, which has a field man 
touring the state giving talks to women's 
clubs, stressing the importance of the stand- 
ardization of plumbing codes and installa- 
tion methods, in an effort to make plumbing 
codes healthful, and uniform in all parts of 
the country. 





OST state master plumbers’ associations have held 

their conventions this year, but there are still a 
number which have not been held. These state conven- 
tions nearly always indicate what trend the national con- 
vention is likely to take, and, for that reason, are im- 
portant to everyone in the industry. This week we are 
publishing reports of three such state conventions, those 
of the Pennsylvania, Oklahoma and Kentucky associa- 
tions. 


Your Zdlilirr 


T HE Murphy Plumbing Co. of Pryor, Ohla., writes 

the following of “Domestic Engineering’—“We 
have read this magazine for five years. It is the best 
ever in its line.” 





HE ecertified heating move- 

ment of the Heating and 
Piping Contractors National 
Association has commanded 
nation-wide attention. It has 
proven itself as a successful 
method of merchandising 
heating, and, in the minds of 
architects and owners, it has 
proven a success in making 
heating worries a thing of 
the past. The association is 
holding its annual convention 
in Philadelphia next month, 
and the reports of the success 
of the certified heating move- 
ment will come up at that 
convention. 





LUMBING and heating contractors often complain 

about the lack of business and the fact that such 
business as is obtainable has to be taken without profit. 
Much of this fault is the error in estimating, one of the 
most essential parts of the business from a money- 
making standpoint. Journeyman plumbers know how to 
install materials, but it is the master who is in the 
business who finds it necessary to make money to pay 
that journeyman. A story is published this week on 
estimating, written by Samuel E. Dibble, professor of 
plumbing at the Carnegie Institute of Technology. It 
gives some good tips on how to keep from forgetting 
important items when making estimates on jobs. 





NOTHER way in which the master 
A plumber differs from the journey- 
man plumber is that it is his responsibil- 
ity to sell his goods and services, the 
journeyman’s to install them. Our mer- 
chandising sections have been very valu- 
able to plumbing and heating contrac- 
tors in giving them merchandising 
ideas. Look for ideas in the next sec- 
tion which appears next week. 


The man who is so busy that he does not have time to read his trade paper is like 
the man who was so busy chopping wood that he did not have time to sharpen his axe 
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THE NEW 
“TOLEDO” RATCHET 
PIPE REAMER 


Capacity 34” te 3” inclusive 







































—Is superior in 
many ways. Cutter 
blades are cast solidly 
in head, cutting freely, 
and being made of high 
speed steel outwear ordi- 
nary blades. Easily re- 
sharpened, or when worn 

' out entire head replaced at 
moderate cost. The unique 
handgrip provides a more 
natural position for holding 
the reamer while cutting. 
Polished tubular handle is 
light in weight and unbreak- 
able. Ratchet head enclosed 
and oversize, assuring longer life 
to ratchet parts. 


Use the coupon and order one 
from your jobber today at the low 
net price quoted. 


NET PRICE — $ 60 


(WEST OF ROCKIES, $5.95) 
F. O. B. TOLEDO, OHIO 


THE TOLEDO PIPE THREADING 
MACHINE CO. TOLEDO, OHIO 


NEW YORK OFFICE: 72 Lafayette Street 


Mention Domestic ENGINEERING when writing advertisers. 
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He Merchandised 


We have just heard a story of a contractor’s ex- 
perience which is the greatest recommendation for 
merchandising one could find. This master plumber and 
heating contractor was pursuing a course that many 
are pursuing—fighting for new work and taking it at 
any price. When he finally owed his sources of supply 
$7,800.00, and did not have ‘“‘a dime,” as he expressed 
it, he began to do some thinking. His thoughts led to 
the opportunities that existed in repairing and remodel- 
ing, if, in going after such work, he employed some 
real merchandising methods. 

He called in his creditors, told them how much he 
owed them and said that they could close his doors or 
let him sign some notes for a year and give him a 
chance to develop his new ideas. The first alternative, 
as he explained, meant that they would not collect any- 
thing. The second might mean the same thing, but it at 
least offered a chance. The creditors decided to give 

him a chance. The’$7,800.00 was paid back in 
What full before the end of the first year. This 
It Did master plumber and heating contractor is now 

a good-sized buyer and discounts his bills. [He 
says, “Give me the old homes, and I do not care if a 
new one is ever built.” Nevertheless, he is doing con- 
siderable new work as a result of the name he has 
made for himself—and he is doing it at a profit. 

He used his ability to 


he had formerly done on new work. But he made money 
on the work he did. 

There are many master plumbers and heating con- 
tractors who need this injection of merchandising to 
put their business on a profitable basis. 


The Tourist Opportunity 


Millions of tourists are already lining the highways, 
on vacations or business bent, and the matter of sani- 
tation and comfort will be an ever-present concern with 
them. We have had considerable to say in these columns 
about the necessity for tourists’ comfort stations and a 
supply of fresh, pure water, and about the business op- 
portunities for the master plumbers 
this necessity creates. We believe that Business for 
communities are giving more and the Plumber 
more thought to catering to these 
tourists, but there still are many who do not think about 
anyone but their own residents. Such communities 
need waking up, and the master plumber should do 
this waking. Then, too, the private filling stations and 
private camps offer a fertile field for business cultiva- 
tion by the plumber. This is the time of year to get in 
such work. Such effort will be in line with attempts by 
hundreds of municipalities to “sell” their advantages. 
The master plumber who goes after it should find a 


nice volume. 





get into a home on repair 
work as a means of selling 
the owner new, modern 
equipment. He is not an 
extraordinary salesman. He 
merely tells the owner what 
he can give him in the line 
of an extra bath room, a 
new water heater or this or 
that specialty. In other 
words, he talked his busi- 
ness and made salesmen out 
of his journeymen. He did 
not do just a repair job 
when he was called to a 
home. He did some selling, 
too. His volume, for a 
while, was nothing in com- 
parison to the volume which 





THE MAJOR DISTRIBUTION 
FACTOR 

According to a recent estimate just made public, 
16% per cent of the total retail business in 1926 was 
done by department stores; 
stores; 4 per cent by mail order houses; 2% per cent 
by company stores; 1 per cent by house-to-house can- 
vassers,; VY per cent by consumers’ co-operative stores; 
and 6334 per cent by individual or unit stores. This 
is an average of all kinds of retail stores. As for 
plumbing and heating, the department store percentage 
is obviously high—by almost the entire amount. The 
chain store percentage is high, also. Granting that 
the mail order house percentage is right, we can still 
think of no argument that wowd make the master 
plumber and heating contractor anything but the major 
factor by far in our distribution system—just as the 
individual store is the major factor m the whole 
distribution scheme of business. 


The Golfing 
Season 


In the last week or two 
12 per cent by chain the golfing activities of the 
plumbing and heating in- 
dustry have started. ‘The 
various trade golf associa- 
tions around the country 
have had their first tourna- 
ments, according to our news 
columns, and golf will 
bring thousands of men in 
this field together during 
the next five months pro- 
moting friendly relations 
between competitors and 
others in kindred lines. 











Electric Water Heaters 


HESE are some of the 

| high lights of the elec- 

trical industry so far as 

the plumbing and heating con- 
tractor is concerned. 

The plumbing and heating 
contractor is coming into con- 
tact with electricity at every 
turn, in oil burners, vacuum 
pumps, farm water sup- 
ply outfits, humidifiers, fans 
for induced draft, water soft- 
eners, booster pumps and 
many other devices which he 
is called upon to install. 

It might be well for the 
contractor to pause for a mo- 
ment and take cognizance of 
these developments so that he 
can adapt himself to chang- 


VER since the birth of the electric lamp, 49 
k years ago, one of the chief manifestations of 
electricity observed by scientists, has been that of 
intense heat. 


ORTY-SIX years ago the first regular central 
oT aatits service station was put into operation 
in New York City. 


OME other countries exceed United States in the 
~ use of electricity, notably Switzerland. 


HUNDRED million dollar electric plant is un- 
A der construction in New York City which will 
produce more electricity than all the power plants 
of the Niagara River combined. 


HERE are 31 makers of electric heaters and 

radiators for dwellings and 35 makers of elec- 
tric water heaters listed in ‘‘Domestic Engineering” 
Catalog Directory. 


perature of cold water supply; 
(4) small fixed losses by ra- 
diation. 

The accompanying table 
gives the cost of heating in- 
coming water at 65 degrees 
F. to hot water at 150 degrees 
F. at various electrical rates. 

In addition to the above 
cost, there is a small loss by 
radiation from the tank which 
amounts to approximately 1 
degree F. per hour. 

How efficient is the heater? 

In speaking of water heat- 
ers, efficiency does not mean 
very much, since it depends 
entirely upon the quantity of 
water used by the customer. 
This will be seen from the 








ing conditions of the plumb- 

ing and heating industry, for 

change they will, in the future, as they have in the past. 
Electricity has been used for years in various indus- 

tries,—in metallurgy for instance, for melting, annealing 

and other processes in the heat treating of metals. In 

addition to the electric water heater, there is on the mar- 

ket a great variety of other electric heating devices for 


the home, electric radiators, electric boilers, etc., of many. 


sizes and shapes. 

It is not the intention of this article to predict what the 
development in electric heating may be, but to call atten- 
tion to this phase of electric heating which should be 
interesting to the plumbing and heating contractor,—that 
of heating domestic water by electricity. 

In the following are common questions relative to elec- 
tric water heating, and the answers as given by an expert 
in this field. 

How much does it cost to heat water by electricity? 

The cost of operating electric water heaters is depend- 
able on four 
things: (1) Cost 
of electricity per 
kilowatt - hour; 
(2) number of 
gallons of water 
used; (3) tem- 


Cutaway view of 

eleetriece water 

heater, showing 

interior construc- 
tion 





fact that the conversion of 

electrical energy to heat is 100 
per cent inside of the heater. The only loss from the tank 
is that due to radiation of heat from the hot water stored 
in it. This radiation loss is a fixed quantity and is inde- 
pendent of whether much or little water is used. It will, 
therefore, be seen that if no water at all is drawn from the 
tank, its efficiency is zero, whereas if a large quantity of 
water is used the efficiency will be very high. A thirty- 
gallon heater having a loss of only 2% K. W. H. in 24 
hours, corresponds to a heat loss of 1 degree F. per hour 
from the water stored in the tank. In the case of the 60- 





Cross section 


of an electric 
water heater 

















gallon tank, the heat loss corresponds 
to only % degree F. per hour. From 
this it will be seen that hot water can 
be drawn from a tank, a day or even 
two days after the heater has been 
entirely disconnected from the power 
line. 

How much hot water is used daily 
by each person in a household? 

This varies greatly, although the fig- 
ure of 10 gallons a person per day 
seems to be generally accepted as an 
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average. However, 
some families will 
run as high as 20 
gallons per person 
per day. 

How much does 
it cost to heat 
water for a family 
of three? 

This depends, 
of course,upon the 
quantity of hot 
water used per 
person per day. If 
the family uses 30 
gallons of hot 
water per day at 
a 2-cent rate, it 
would cost from 
12 to 15 cents for 
the water heating, 
plus 4 cents for 
the radiation loss, 
16 to 19 cents per 


the water supply. 
The reheating rate 
is between 4 and 
8 gallons per hour 
for each kilowatt 
rating, so thatal 
K. W. tank would 
heat from 4 to 8 
gallons per hour, 
and a 4 K. W. tank 
would heat from 
16 to 32 gallons 
per hour. It is al- 
ways desirable to 
use a large enough 
tank so that the 
hot water will 
never be com- 
pletely used up, 
thus always have 


a reserve supply 
of hot water in 
storage. 


How rapidly will 
the electric water 











day for the family. 
How much hot 
water is needed 
for a tub bath? 
About 10 to 20 gallons, depending upon the tempera- 
ture of the cold water supply, the size of the bathtub and 


Gallons of water Electrical rate per kilowatt-hour 


used daily $0.01 $0.01% $0.02 $0.02%%4 $0.03 
heated to 150 deg. F Cost of electrical current consumed 

5 $0.010 $0.016 $0.021 30.026 $0.031 
10 .021 .031 .042 .052 .062 
15 .031- .047 .062 .078 .093 
20 .042 .062 .083 104 124 
30 .062 .093 125 .156 186 
40 .083 125 .166 .208 .249 
50 .104 .156 .208 .259 311 
60 125 .187 .249 .315 373 





Three types of electric water heaters 


heater heat water? 

This depends 
entirely upon the 
rating of the tank. One K. W. H. is equivalent to 3415 
B.t.u. and it is impossible to get more than this quantity 
of heat out of a kilowatt hour of electrical energy. The 
only losses are the losses by radiation from the hot water 
in the tank. 


What does it cost to install an electric water heater? 
The cost of installation will depend largely upon the lo- 
cation of the heater and the arrangement of the house. If 
the heater is located in the cellar it is only necessary to 
run two wires over to it from the electric fuse box in the 
meter. The location of the heater should be as near ag 
possible to the point where hot 





the quantity of water desired 
by the bather. The tempera- 
ture of water used for bathing 
varies between 110 degrees for 
an extremely hot bath to about 
90 degrees for a very cool one. 
Between 100 and 105 degrees 
is the temperature preferred. 


How much hot water is 
needed for a shower bath? 

Generally speaking, a shower 
bath takes from 2 to 3 gallons 
of hot water per minute. There- 
fore, if the shower is running 
for five minutes it will consume 
approximately 15 gallons of 
hot water. 


How much hot water is 
needed for a family wash of 
three people? 

Fifteen to 20 gallons of hot 
water is ample for weekly fam- 
ily wash of three people. 

How long does it take to heat 
a tank up after it has been 
emptied? 

The reheating time depends 
entirely upon the K. W. rating 
of the heater, the size of the 
tank and the temperature of 








Installation showing side arm water heater of an au- 
tomatic electric boiler 


water is to be used, and if this 
is done the cost of piping will 
be quite small. 

What special wiring is needed 
for an electric water heater? 

With low rating heaters of 
1,000 watts, no special wiring 
is required, and, if desired, 
they can be connected up with 
a cord and plug and plugged 
into an ordinary base outlet, 
providing, of course, that this 
outlet is connected with a 
power meter or else some ad- 
justment in the electrical rate 
has been made to permit opera- 
tion on a desirable rate. 

For heaters rated up to 3 
K. W. operating on 220 volts, 
two No. 14 wires are all that 
are required from the service 
supply, and for a 4 K. W. 
heater, two No. 12 wires are 
sufficient if the heater is op- 
erated on 220 volts. If op- 
erated on 110 volts, the wiring 








must be heavier in order to 
carry the current, and a 4 
K. W. heater on 110 volts 


would require two No. 6 wires. 
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From this it will be seen that it 
is always better to operate on 220 
volts if this is available. 

What saving is effected by 
hooking an electric water heater 
to present coil in furnace? 

The winter time, which is the 
time of the year when people use 
most hot water, and also when 
the water supply is at its cold- 
est, is the time when the boiler 
or furnace is in operation. One 
manufacturer believes that by con- 
necting heater with the boiler, a 
considerable saving in electric 
power can be effected and con- 
sequently a reduction in the bill. 
Another does not consider this 
good practice, as tests have shown 
that very little saving is effected 
by doing this, as it is a well- 
known fact that a coil does not 
heat water without cost. 

If a home has an electric range 
installed, is it necessary to in- 
crease the transformer or the 
meter capacity in order to install 
an electric water heater? 

Generally speaking, it is not, in- 
asmuch as whenever a range installation is made the ca- 
pacity of the transformer and the electric meter are gen- 
erally large enough to allow for an additional load. The 
water heater load may be kept quite small by using a 
large storage capacity, low rated water heater, and for 
the usual family a 60-gallon, 1 K. W. heater will be 
sufficient. Inasmuch as the maximum range load is usually 
not less than 6 K. W., the addition of 1 or even 2 K. W. 
more for the water heater will not overburden the lines. 


Is it better to install the electric water heater in the 
kitchen or in the basement? 


This depends upon the general arrangement of the 
house. It is always advisable to locate the heater as near 
as possible to where the water is to be used. Generally 
speaking, the water is most often used at the kitchen sink, 
and for this reason it is usually best to install the heater 
either in the kitchen or directly below it. The general ap- 
pearance of the electric water heater is made to harmonize 


with modern kitchen equipment. 

Should outlet pipes from water heater by insulated? 

Hot water pipes should always be insulated with not 
less than two inches of good pipe covering insulation. Un- 
insulated pipes radiate heat very rapidly, causing the 
hot water contained in them to become cold after it has 
stood for a short time. When hot water is next required 
at the faucet, it is necessary to drain out all this cooled 
water from the pipe before the hot water from the tank is 
received. This results in inconvenience to the user and a 
higher power bill. 

How does the cost of heating water electrically run 
where a house is equipped with circulation of the hot 
water system? 

In this arrangement, a small return pipe is brought 
back from the faucets to the water heater and as the water 
cools in the pipes it is returned to the bottom of the water 
heater and hot water from the top replaces it. This system 
gives hot water at the faucet the instant it is turned on, 
but, due to the fact that the water in the pipes is con- 
stantly being cooled off, the radiation losses are excessive 
and will very greatly increase the cost of operation re- 
gardless of whether much or little hot water is being used 





An electric water heater which may be installed 
in any tank, and a 16-gallon water heater, 65 
inches high, weight 160 Ib., with capacity for a 
two-bath residence or a three to 


barber shop 
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in the house. This system should 
never be used where low cost of 
heating the water is an object. It 
is better to install two or more 
separate heaters near the faucets 
than to use long runs of piping, 
which necessitate the circulation 
system. 

How can the capacity of electric 
water heaters be increased where 
it is necessary to furnish more hot 
water than was needed when the 
equipment was installed? 

Remove the heating element 
and replace it with another of 
larger capacity. 

Are electric water heaters sat- 
isfactory in localities where the 
water is very hard? 

One expert explains that the 
actual rating of the heating sur- 
face in contact with the water is 
less than 10 watts per square 
inch; this prevents the formation 
of boiler scale, even in districts 
having exceptionally hard water. 
With a very high rating in locali- 
ties where very hard water exists, 
boiler scale may be formed on the 
surface of the heating elements due to cold water coming 
into contact with comparatively hot surfaces, causing 
precipitation of the lime and other dissolved materials 
upon the heating element. 

Another expert believes that an electric water heater 
wattage in excess of 10 watts per 























four-chair 


that does not have 
square inch is rare, 
and mentions wat- 
tage as high as 25 
watts per square 
inch. Even this wat- 
tage, he maintains, 
will not increase the 
formation of scale. 
It was stated, how- 


: oer ' 
Z ee 
a 


ever, that most of 
the home owners 
who use. electric 


water heaters have 
a soft water system 
or use a water soft- 
ener. 

Readers of ‘“Do- 
mestic Engineering”’ 
are invited to send 
in any other ques- 
tions that may oc- 
cur to them regard- 
ing electric water 














electric water heaters of dif- 


ferent capacities 


Two 


heaters. 





Contractors Should Get Profits 
‘During a buyers’ market such as now prevails, plumb- 
ing and heating contractors as well as manufacturers 
should expect modest profits from the operation of their 
business and the sale of their product. For the good of 
the industry, however, all dealers as well as manufac- 


turers will insist on a reasonable margin of profit and will 


not attempt to meet competition by offering their products 
or services at a price which will not show a satisfactory 
margin of profit.’”,-——K. E. Phares, Dayton, Ohio. 
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The Concealed Radiator 


Article No. 1 


By HAROLD L. ALT 


ANUFACTURERS, architects and many other per- 
sons of artistic temperament, continue to make 
efforts to improve the appearance of common 
types of radiation. This effort was first applied to the 


older types and ornamental radiators and later was ex- 
tended to the more modern types and to column and 
tubular radiation. 

The tubular type is, of course, of pleasing design, but 
the home owner who objects to the exposed radiator may 
now find on the market many types of radiation designed 
to be entirely concealed. 





Fig. 1 





Originally, a hous- 
ing of grilles or cov- 
ers of solid construc- 
tion were used. The 
early method was to 
install the ordinary 
radiator in these 
housings and, as it 
was never designed 
with any such pur- 
posé in mind, it nat- 
urally followed that 
with an improvised 
housing and a radia- 





tor not designed for the purpose, the results were subject 
to improvement. Fortunately such conditions no longer 
exist and the market today boasts of several types of ra- 
diators and schemes of heating by means of which one 
may eliminate the exposed radiator from the field of vision. 


ONE TYPE OF CONCEALED RADIATION 

ELOW are described and illustrated the construction 
B and principles of one type of ‘‘invisible radiation.’’ 
The heating is done by what is called a ‘‘wedge-type core’”’ 
radiator which is designed to avoid weight and bulk and 
to embody sufficient strength in its con- 
struction. It is described as an extended 
surface radiator. 

The heating element may be briefly 
described as a wedge-shape core of alu- 
minum alloy and is cast all in one piece. 
Upon this are driven the plates, which 
are of pure aluminum, which are keyed 
into position. This key, combined with 
the spring action of the flanged opening 
in the plates, maintains an intimate 
metal to metal contact between the core 
and the plates. 

It is stated that the resistance of heat 
transfer from metal to air is about 1,000 
times as great as the resistance of heat 
transfer between steam and metal. 
This is compensated for, in this in- 
stance, by an increase in the surface ex- 
posed to steam. In Fig. 1 is shown an 





elevation of the 
core, a typical plate, 
and a view of the 
completed element. 

The purpose of 
the construction of 
this heating element 
is not only to pro- 
vide efficiency but 
also permanency. 
These radiators are 
built with the idea 
of being placed in 
the wall and perma- 
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nently walled in. For this reason, materials of non-corro- 
sive nature are used. Tests for freezing have shown that, 
while there may be a temporary distortion due to the ex- 
pansive action of the ice, on thawing out, the element 
again returns to normal without suffering structural dam- 
ages or defects. 

In the factory the heating elements are set in the 
sheet metal cabinets shown in Fig 2, these cabinets being 
provided with a grille at the top and a cold air inlet at 
the bottom. The complete radiator is designed to be 
placed in a standard wall or partition and to be covered 
with metal lath and 
plaster, leaving noth- 
ing showing but the 
outlet grille and the 
air inlet at the bottom 
as illustrated in Fig. 3. 

Heat control is se- 
cured by means of a 





damper which is used to stop the air flow through the unit, 
this damper being attached to the back of the outlet grille 
as shown in Fig. 4. The distance from the floor to the top 
of the outlet grille is made a standard of 30 % inches, while 
the regular widths of the radiators are 3% inches, 4% 
inches, and 7% inches. Heights are made 20 inches, 24 
inches, and 30 inches, and lengths in 10 inches, 14 inches, 
20 inches, 30 inches, 40 inches, and 50 inches. 

The accompanying table gives the equivalent square foot 
of direct radiation based on 240 B.t.u. efficiency for each 
height, width and length of heater manufactured. 

Various special applications of this radiator may also 
be made outside of the regular standard casing furnished 
at the factory. Some of these are illustrated in Fig.’ 5, 
where (a) shows the heating element set in the bottom 
of a high flue, (b) with a top grille set horizontally ‘in- 
stead of vertically, (c) similar to above, except employ- 
ing an element of lesser width, (d) an arrangement. for 
using outside air when desired, (e) an arrangement for 


Bi age. v7 Dewan camera 
PAU em nae, Re y 








Wat hcd 2A 





6, 1928 


unit, 











May 26, 1928 


outside or recirculated air when the unit is on an inside 
wall, and (f) a high stack with heating element set near 
the top. 


TABLE I 
cquivalent Direct Radiation in Sq. Ft. 
WIDTH—3%5 inches. 


Nominal 

Length Heights 

of Rad., Ins. 20-in. 24-in. 30-in. 
10 7.8 8.0 9.0 
14 10.9 11.2 12.6 
20 15.6 16.0 18.0 
30 23. 24.0 27.0 
40) $1.2 32.0 36.0 
50 39.0 40.0 45.0 

WIDTH—4% inches. 

Nominal 

Length Heights 

of Rad., Ins. 20-in. 24-in. 30-in. 
10 N 10 11.3 
14 O 14 15.8 
20 = 20 22.5 
30 M 30 33.8 
40 A 40 45.0 
50 Dp 50 56.3 

BE 

WIDTH—7%% inches. 

Nominal 

Length Heights 

of Rad., Ins. 20-in. 24-in. 30-in. 
10 N 14.8 16.8 
14 O 20.7 23.5 
20 = 29.5 33.5 
30 M 44.3 50.3 
40 A 59.0 67.0 
50 D 73.8 83.8 
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When Cool Water Rises and 
Warm Water Falls 


EFERENCE is frequently made to the fact that hot 
R water rises and cold water falls due to the differ- 
ence in weights or densities at the two different 
temperatures. While this holds true at higher tempera- 
tures (such as those encountered in hot water heating), 
there are certain temperatures at which cooling the water 
results in expansion instead of contraction, causing the 
cooler water to become lighter than that of somewhat 
higher temperature. 
According to very careful measurements made by vari- 
ous authorities a cubic foot of water at freezing point (32 
degrees F.) weighs 62.42 lb., while at 40 degrees F., a 


DOMESTIC ENGINEERING 23 


cubic foot weighs 62.43 lb. or 1/100 of a lb. more. At 
50 degrees F. the weight drops back to 62.42 lb. and at 
60 degrees F., it drops still farther to 62.37 lb. per cubic 
foot. 

From this point there is a constantly decreasing weight 
for increasing temperature right up to the normal boiling 
point of 212 degrees F., where a cubic foot weighs only 
59.83 lb. It has been determined scientifically that water 
is heaviest, or is at its greatest density at 39.2 degrees 
F., and any increase in temperature above this 39.2 de- 
grees F., or any decrease in temperature below this 39.2 
degrees F. will make its weight less per cubic foot. 

This peculiarity explains why water always freezes on 
the top instead of on the bottom and why ice may be 
found in a tank with water at 32 degrees F., immediately 
below the ice while the water at the bottom of the tank 
may be warmer (say 35 to 39 degrees F.) and yet no cir- 
culation will be set up because the 35 to 39 degree F. 
water is heavier than the 32 degree F. water at the top 
immediately under the ice. 


Fig. 1 illustrates this point. In this chart the weight- 
per-cubic-foot curve is shown for temperatures ranging 
between 32 and 60 degrees F. It will be noted that the 
weight curve rises continuously from 60 to 39 degrees F., 
that the rise becomes more gradual as 39 degrees F. tem- 
perature is approached and that as 39 degrees F. is 
reached, the curve assumes a horizontal direction showing 
that contraction has ceased. From 39 degrees F. to 32 de- 
grees F. there is a distinct drop in the curve which indi- 
cates that not only has contraction ceased but that, after 
39 degrees F. is passed, expansion actually sets in again. 

If it were not for this peculiarity of water, serious con- 
ditions would result. Lakes and rivers would freeze from 
the bottom. Additional water would then have to run 
over the ice formed instead of under it, as now occurs. 
This additional water, being exposed to the outside air 
would freeze in its own turn and in the course of a hard 
winter, rivers and lakes would become solid masses of ice. 
It has been claimed that, if freezing took place in this 
manner, there would be many lakes and rivers which 
would never fully thaw out in the summer and that great 
losses would result from animal life perishing in the 
solid ice every winter. 

So taken as a whole, the little expansion that occurs 
in water below 39.2 degrees F. is a most important matter 
and one which— jf it failed to materialize with absolute 
regularity—would alter the living conditions over the 
entire world. 
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Tunnels and Double Decked Streets 
— Made possible by Science of Ventilation 


the United States, while other nations of the world 

are planning super-tunnels that will make the 
most modern of those of today seem small in comparison. 
These engineering feats have been made possible by the 
science of ventilation. 

Confronted by the ever increasing traffic problem cre- 
ated by the automobile and aroused by prospects that this 
will be much worse within the next two to five years, 
many American cities and states are boring giant tunnels 
under bays, rivers and mountains and planning tiers of 
streets in their main business sections. 

The world-wide epidemic of tunnel building received its 
greatest single impetus from.the outstanding success of 
the Holland vehicular tunnel under the Hudson river and 
the fact that it could be ventilated efficiently by mechan- 
ical means. Tests proved that air conditioning made the 
air in the Holland tunnel purer than that in the open 
spaces of Fifth avenue, New York City, despite the fact 
that thousands of automobiles pour out deadly carbon 
monoxide gas into the tunnel every hour. 

In the fall of 1926, several nationally known ventilating 
engineers declared that advances achieved in the science 


[ J the United sta structures are increasing rapidly in 


of controlled air would make it possible economically to 
manufacture ideal weather conditions for underground ac- 
tivities. 

The first big ventilating job was that of the Liberty 
tunnel which was cut through a mountain in Pittsburgh. 
The building of this tunnel was preceded by exhaustive 
ventilating tests conducted by the Bureau of Mines in co- 
operation with the Public Health Service and the Amer- 
ican Society of Heating and Ventilating Engineers. In ad- 
dition to these tests, engineers in the ventilating industry 
had constructed miniature tunnels in their laboratories to 
determine exactly the amount of air motion and change 
required to remove all carbon monoxide fumes. The ben- 
efits of all these experiments, combined with the actual 
experience of operating the Liberty tunnel, were applied 
to the larger and more spectacular tubes under the Hudson. 

Of all the tunneling and other subterranean projects 
now under way, the most unusual in conception and 
method of building is the giant underwater vehicular tube 
connecting Oakland, Calif., and Alameda under the Oak- 
land inner harbor. This is the first precast tube ever 
built in the world, and its construction has been closely 
watched by engineers. 
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With the completion of the Moffat-Evans tunnel, which 
pierces the Rocky Mountains for more than six miles 
through the Continental Divide at an altitude of between 
8,000 and 10,000 ft., the nation has a direct short-cut 
from Denver to Salt Lake City by means of one of the 
greatest engineering feats ever attempted. The tunnel 
(hewed through miles of solid rock) required three and 
one-half years to build and cost approximately $42,000,- 
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The British and French are now eager to construct a 
tunnel under the English channel between Dover and 


' Calais. They have inspected the Holland tunnel and espe- 


cially its ventilating system. It is believed that the same 
system can be applied to the longer tunnel needed to con- 
nect England and France, and it is said that ample finan- 
cial backing is available for the gigantic task. 

One of the most spectacular of foreign tunnel building 














Lower level of Wacker drive which takes care of heavy auto traffic 








000. Trains rush through the tunnel at 50-mile speed, 
while automobiles are taken through on flat cars for a 
nominal charge. To drive dangerous gases and smoke out 
of the tunnel, huge fans were installed to blow 65-mile 
gales through the passage or a rate of 450,000 cubic ft. of 
air per minute. 

The city of Detroit has started the construction of a 
huge vehicular tunnel under the Detroit river to connect 
the heart of its business district with Windsor, Ont. This 
tunnel, which will cost $15,000,000 and is to be completed 
early in 1930, will be 5,300 ft. long, of which 3,000 ft. 
will be under the river bed. The tunnel will eliminate 
largely the use of ferry boats. The lessons gleaned from 
the Holland tunnel will be applied to ventilating the new 
Detroit tube. 

The city of Albany is planning a tunnel under the Hud- 
son river to connect it with Rensselaer on the other side. 





projects proposed is that which would connect Gibraltar, 
under the Mediterranean sea, with the nearest northwest- 
ern point of Africa at Tangier. Experts declare that this 
is an engineering possibility. 

Certain American cities are planning or have started 
construction of sub-ways and tiered streets in addition to 
aggressive programs of widening of present thorough- 
fares. Cincinnati is completing a new sub-way system. 
Agitation for subways in Chicago, Detroit and Cleveland 
is accumulating. Engineers are completing plans for a 
“two-deck”’ street in Toledo. This city also is active in 
organizing various interests in efforts to obtain the con- 
struction of a boulevard 200 ft. wide and 50 miles long to 
connect it with Detroit along the water front of Lake Erie. 

These projects are made possible through the develop- 
ments that have taken place during the last eight years in 
the science of ventilation. 
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Presents a New Plumbing Problem 


LMOST anyone who 
A knows anything about 
plumbing operations 
knows well that the average 
architect has a lot to learn 
about plumbing. Even on very 
simple undertakings, lack of 
knowledge of even the funda- 
mentals is often very evident. 
It is not generally the 
actual duty of the plumber to 
take a set of architect’s plans 
and lay out all the fixture 
locations, stack locations, etc., 
and much less is it in his line 
to change over the floor plans. 
At the same time, if one is 
ambitious to learn the in’s 
and out’s of the plumbing 
trade, there is nothing that 
we know of that would be of 
greater help to him than to 
do just this. We believe that 
this kind of experience would 
be fine for any young plumber 


A COURSE IN PLUMBING 

The Plumbing Problems and Schoolmaster articles are 
virtually a post-graduate course in plumbing. The School- 
master proposes a subject for discussion or a problem 
for solution. The subject or problem is published in 
“Domestic Engineering.” Readers send in their dts- 
cussions of the subject or solutions of the problem. The 
Schoolmaster then comments upon the discussions or the 
solutions in another article. This plan frequently has 
been spoken of as the greatest single factor in the ad- 
vancement in plumbing practice. 

All that is necessary in order to “join” this conference 
is to send in a solution of a plumbing problem or your 
views on the subject presented. Every drawing sent in 
should be as good as the sender can make it, but he 
should not hesitate because he cannot draw for each 
plumbing drawing must be redrawn in India ink so tt 
can be reproduced and printed. Every reader is urged to 
enter this plumbing conference and to send wn subjects 
for discussion or problems for solution. Each drawing 
sent in should be identified by writing on it the name and 
address of the sender and the date of the issue in which 
the problem appeared. 


many a man who has to do 
just this thing, and after run- 
ning the length of his rope 
he generally “goes up the 
flue’? and goes to work for a 
better and wiser man. The 
best insurance against this 
outcome, is to become so well 
versed in the fine points of 
the business that you are able 
to deliver to your customer 
something besides a low price 
and a cheap job. 

There is an old, old saying 
that ‘‘Knowledge is power,”’ 
and it applies in the plumbing 
business as much as it does 
in banking or preaching. 

We are trying our best to 
give you in these drawing 
problems and in the School- 


master’s series, every. kind of 


plumbing knowledge that you 
will need. In this problem we 
show an illustration of a com- 





to have, for it helps to put him into a higher class than 
the man is in who is spending his life doing nothing but 
cheap contract work. 

The idea is that the more versatile a man becomes in 
this business, the greater becomes his opportunity of 
climbing up. It should be remembered that it isn’t every 
man that is running a plumbing business who has to take 
on the cheap stuff and let the general contractor tell him 
the price he has got to do the work for. There is, however, 
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mon type of single house, with first, second and third floor 
plans and cellar plans. 

No fixtures are shown on the plans, but we want you to 
show them. Before doing this alter the floor plans, as 
follows: Please arrange for a toilet room on the first floor, 
the same to contain a water closet and lavatory. On the 
second floor, in addition to the present bath room, provide 
foman additional toilet room containing water closet and 
lavatory. On the third floor show a bath room. In the 
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basement please provide a set of laundry tubs and a toilet 


room with water closet and lavatory. 


After you have studied the floor plans and made the 
changes to meet the requirements named above, then lo- 

* cate the fixtures that are required in the plans as orig- 
; inally made and those that the new requirements demand. 
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Following this, complete the cellar plan by locating the 
stacks and showing the horizontal piping. And finally, 


then make an elevation of the entire plumbing. If this 
cannot be shown to advantage on one elevation, show sep- 3 
arate elevations for the different stacks. It would be a : 
mighty good plan to work this problem out immediately. 
’ 
: 
i 
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ational Association Ready 


or Memphis Convention 
Plans Complete for Annual Meeting 


RESIDENT THOMAS F. NOLAN, Secretary Frank F. 
Poscximo and the entire executive office staff of the 

National Association of Master Plumbers at Albany, 
N. Y., are working hard in their efforts to complete 
the details for the 46th annual convention of the 
national association, which is to be held at Memphis, 
Tenn., June 19, 20 and 21. Every indication points to a 
large attendance, highly interesting sessions, attractive en- 
tertainment features and an exposition of manufacturers’ 
products in which the latest types and styles of fixtures 
and equipment will be displayed. Groups in various sec- 
tions of the country are planning special sight-seeing tours 
to and from Memphis. 

The railroads are working in full co-operation with the 
national officers 
and with the 
chairmen of the 
various delega- 
tions in large cit- 
ies to provide 
special trains. 
The national of- 
fice has distrib- 
uted more than 
two thousand 
railroad  certifi- 
cates calling for 
one and one-half 
fare for the 
round trip. All of 
this indicates 
that the coming 
convention will 
be one of the 
largest in the 
history of the as- 
sociation. 


Delegates and 
visitors planning 
to go to Memphis 
should bear in 
mind that these railroad certificates are ohly good for a 
round trip starting on or after 12:01 a.m. Friday, June 
15, and leaving Memphis on or before midnight, June 27. 

An active and educational program has been outlined 
for the business sessions. The members of the board of 
directors will meet at the Hotel Peabody, Memphis, on 
June 18, to discuss the reports to be rendered to the con- 
vention as well as several of the resolutions which are to 
be presented. The delegates will gather at the Hotel Pea- 
body on the morning of June 19, where a musical serenade 
will be given by the bands of the Standard Sanitary Mfg. 
Co., Pittsburgh, Pa., and the Kohler Co., Kohler, Wis. 
The two bands will then lead the parade to the Audi- 





An interior view of the auditorium at Memphis where the convention will be held. 


Note that platform has seats on all sides. 
convention, and the far side of the platform will be used for the convention 
sessions and the near side for the exhibits 
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torium, where President Nolan will call the convention 
to order at 10 o’clock. The president will announce his 
convention committees immediately following the singing 
of “America’’ and the several addresses of welcome. 

The two bands, which were so thoroughly enjoyed at 
Minneapolis last year, will help to enliven the hours when 
the convention is not in session. Concerts will be given 
at the Auditorium during the noon recesses and immedi- 
ately following the adjournment of each afternoon session. 
The bands will play in one of the city parks during the 
evening and also at the Auditorium. 

On the evening of June 18, the dinner for the past 
national presidents will be held at the Hotel Peabody. 
This will be under the general supervision of A. C. Eynon 
of Canton, Ohio, 
national treasur- 
er. The banquet 
for the state pres- 
idents will take 
place on Tuesday 
evening, also at 
the Hotel Péa- 
body. The na- 
tional officers 
and directors, 
past national 
presidents, chair- 
men of the stand- 
ing committees, 
charter and hon- 
orary members of 
the national as- 
sociation and the 
members of the 
Exposition b u- 
reau are also in- 
vited to the state 
presidents’ ban- 
quet. 

The first ses- 
sion will be ad- 
dressed by one or more speakers of national reputation on 
subjects of general interest to the plumbing and heating 
industry. Malcolm R. Patterson, a former governor of 
Tennessee, is expected to be one of the principal speakers 
at the opening session. It is also tentatively planned to 
announce the results of the special essay contest con- 
ducted in the Memphis public schools and to award the 


A wall will lower at the time of the 


prizes to the winners at the first session. The official pho- © 
tograph will be taken in front of the Auditorium imme- © 


diately following the adjournment of this session. 


Some of the other speakers who have accepted invita- | 


tions to address the convention are: Walter J. Kohler, 
president, Kohler Co., his subject being ‘‘The Home Mod- 
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ernization Movement’; Major Alexander H. Forward, 
executive manager, American Gas Association, New York 
City, who will discuss the subject of ‘“‘Co-operation Be- 
tween Gas Companies and the Plumbing Trade’; W. C. 
Peacock, applied engineering department, Air Reduction 
Sales Co., New York City, who will take 
as his subject ‘‘Welding as Applied to 
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of the members of the Exposition bureau. All the space 
in the main exposition hall was sold many weeks ago. 
Chairman Nolan explained that the bureau deemed it ad- 
visable to lay out the West hall and offer space for sale 
in that room. Practically twenty-five booths have been 
sold in this West hall, which will also 
contain the model plumbing shop to be 





the Plumbing and Heating Industry”; 
Dean C. B. Connelley of Carnegie Insti- 
tute of Technology; Russell G. Crevis- 
ton, manager, and W. G. Bergner, sec- 
retary, of the Plumbing and Heating 
Industries’ Bureau, and Hon. Watkins 
Overton, mayor of Memphis, and others. 

Since the business program of the 
convention is crowded, President Nolan 
plans to declare only a one hour recess 
in the middle of the day. The members 





The exposition bu- 
reau has done good 
work in selling ex- 
hibit space. Those 
who are exhibiting 
are listed below 


set up by the Plumbing and Heating In- 
dustries’ Bureau, as well as an elabo- 
rate display in charge of National Di- 
rector John A. Quinn of Philadelphia, 
chairman of the national apprenticeship 
committee. Booths will also be occu- 
pied by Carnegie Institute of Technol- 
ogy, Lane Technical High School, the 
David Rankin Trade School and the Na- 
tional Women’s Auxiliary. 

The national office has sent credential 








of the Memphis local have arranged to 

provide cafeteria service at popular prices at the Audito- 
rium. The cafeteria is located in the room adjoining the 
convention hall and in close proximity to the exposition 
halls. There will be dancing at the Hotel Peabody on 
Monday, Tuesday, Wednesday and Thursday evenings of 
the convention week. 

The program for the business sessions of the National 
Women’s Auxiliary calls for a meeting at two o’clock on 
Tuesday, June 19, at the Hotel Peabody, at which time 
that organization’s annual convention will be formally 
opened. At the conclusion of this session, adjournment 
will be taken until 9:30 a.m., Thursday. It is expected 
that the final session of the auxiliary’s convention will be 
held Thursday afternoon. Details relative to the conven- 
tion of the National Women’s Auxiliary are being worked 
out by National President Mrs. E. D. Hornbrook, Kansas 
City, Mo. 

President Nolan, who also bears the title of chairman 
of the Exposition bureau, states that up to May 10th 73 
manufacturers had contracted for space, and that the 
requests for booths had greatly exceeded the expectations 


blanks and railroad certificates to all 
state secretaries for distribution by them to the local asso- 
ciations in their respective states. If any local associations 
have been overlooked, they should apply to the national 
office for such blanks and certificates. The railroad cer- 
tificates are for fare and one-half round trip on all rail- 
roads, if the same route is used going and coming. 

The members of the Exposition bureau are as follows: 
Frank F. Schimpf of Albany, N. Y., national secretary and 
secretary-treasurer of the bureau; A. Selden Walker of 
Denville, N. J., past national president and vice chairman 
of the bureau; John J. Vogelpohl of Cincinnati, Ohio, past 
national president; F. A. Burmeister, secretary, Memphis 
association; G. B. Jones, manager, Memphis branch, N. O. 
Nelson Mfg. Co.; Charles B. Nash, advertising manager, 
Standard Sanitary Mfg. Co., Pittsburgh, Pa.; William K. 
Glen, advertising manager, Crane Co., Chicago; A. M. 
Maddock, president, Thos. Maddock’s Sons Co., Tren- 
ton, N. J. 

Below is a list of the exhibitors who are planning to 
show their products at the convention. This list is com- 
plete up to and including May 10. 


Exhibitors at National Convention 


Booth Number Reserved by Address 

122 Air Reduction SalesCo. New York, N. Y. 

123 Alberene Stone Co. New York, N. Y. 

5-6 The American Brass Waterbury, Conn. 
Co. 

17-18-19 

36-37-38 American Radiator Co. New York, N. Y. 


79 Asphalt Brick Co. St. Louis, Mo. 

99 The Beaton & Cadwell New Britain, Conn. 
Mfg. Co. 

48 Bell & Gossett Co. Chicago, Ill. 

78 The Black & Decker Towson, Md. 
Mfg. Co. 

4 Blake Specialty Co. Rock Island, IIl. 

2 Blue Seal Chemical Co. Roselle, N. J. 

1 The Borden Co. Warren, Ohio. 

100 W. A. Case & Son Mfg. Buffalo, N. Y. 
Co. 

28-29 The Central Foundry New York, N. Y. 
Co. 

14 Chemical Toilet Cor- Syracuse, N. Y. 
poration 

25 The Chicago Faucet Co. Chicago, Il. 

80 Chicago Pipethread Racine, Wis. 
Machine Co. 

124-141 Chicago Pump Com- Chicago, IIl. 
pany 

144 Chromium Corporation New York, N. Y. 
of America 

143 C. F. Church Mfg. Co. Holyoke, Mass. 

115 R. T, Clarkson Co. Memphis, Tenn, 





Booth Number Reserved by Address 

77 The Cleveland Gas Cleveland, Ohio. 
Burner & App. Co. 

57-58 James B. Clow & Sons Chicago, Ill. 

39 Coyne & Delany Com- Brooklyn, N. Y. 
pany 

68-69-70-87-88-89 Crane Co. Chicago, Ill. 

103 A. F. Curtin Valve Co. Medford, Mass. 

49 The Dayton Pump & Dayton, Ohio. 
Mfg. Co. 

44 Delco-Light Co. Dayton, Ohio. 

148 The Deming Co. Salem, Ohio. 

81 The Dunham Co. Berea, Ohio. 

92 The Duriron Co., Inc. Dayton, Ohio. 

16 The Duro Co. Dayton, Ohio. 

120 Electro Flushing & West Allis, Wis. 
Mfg. Co. 

40 EverHot Heater Sales Detroit, Mich. 
Co. 

45 Excelso Products Cor- Buffalo, N. Y. 
poration 

11 Ferguson & Lange Chicago, Ill. 
Foundry Co. 

32 Fiat Metal Mfg. Co. Chicago, Ill. 

82 Good Manufacturing New York, N. Y. 
Co., Inc. 

55 Hoffman Specialty Co., New York, N. Y. 
Inc, 

97 The Hotstream Heater Cleveland, Ohio. 
Co. 


(Continued on Page 52) 
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The new art in plumbing fixtures 





Distinctive ‘‘ Mastercraft” 
fitting for the Templeton in 
Chromard or gold-plate. 





By the individual grace of their forms, the new “Standatd” Plumbing 
Fixtures and Fittings make it possible to have the bathroom in fine accord 
with the architectural style of the house and the decorative treatment of 
other rooms. 


The illustration above, for instance, presents one of the many charming 
designs inspired by the “Standard” developments in bathroom appoint- 
ments. Here the styled fixtures are grouped in an ensemble both artistic 
and convenient. A floor of attractive tile is pleasing in shade and in its 
simplicity of arrangement. A wall of tile in harmonizing tones and with 
cool hanging murals denotes the touch of the master artist. 


Here for the first time is shown the new “Standard” Royalton Bath, 
massive yet graceful in its simplicity of design. Acid-Resisting Enamel 
gives to it the same permanence of beauty which is found in the Genuine 
Vitreous China Templeton Lavatory and the Purimo Closet with paneled 
tank. Fittings are the beautiful “Standard” Mastercraft design, finished 
in Chromard or gold-plate, with all-over smooth surface or hand-ham- 
mered panels. 


In your neighborhood are prospective purchasers of bathroom fixtures 
such as these. Your showroom, with styled “Standard” fixtures as part 
of the display, will make it easy for these prospects to select you as the 
Plumber to furnish their installations. 


“Ctandard” 


PLUMBING FIXTURES — 
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Royalton—P 2365 GX 


brings new opportunities for profit 


The new beautiful, one-piece, Acid-Resisting enameled Royalton Bath is 
a great advance in bath design. In both the corner and recess patterns, 
the Royalton will be instantly chosen for its artistic lines and unusual 
spaciousness. Its straight, paneled sides, its wide rim, its extra breadth 
at the bottom, all these features make the Royalton the most suitable 
fixture for bathrooms in distinguished homes and apartments. 


The over-all width is 364 inches—six inches wider than the average bath 
—a feature that will appeal to the majority of your customers. It is 
supplied in one length only, 5% feet. The flat rim is 4% inches wide, 
except at the fitting end, where it broadens to a width of 5% inches. 


Because of the unusual width of the Royalton, in order to give the Bath 
harmonious design the through-the-rim fittings have a spread of 14 
inches. Through-the-wall fittings, which can also be supplied, have a 
spread of 1l inches. These fittings are in the new and beautiful hexag- 
onal Mastercraft design, hand wrought and with Chromard Finish. 


In every department, “Standard” is setting the mode—leading the way 
in the development of the new trend in bathroom appointments. The 
wide-awake Plumber who displays the new “Standard” Fixtures and 
Fittings and recommends them to his prospects is sure to increase his 
profits and build up a clientele of satisfied customers. 


Standard Sanitary Mfg. Co. 


PITTSBURGH 
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PLUMBING FIXTURES 





COLOR 


The “Royalton” Bath 
and all other ‘Standard’ 
Plumbing Fixtures are 
available in several beau- 
tiful colors and in black, 
as well as in white. 
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Lead—\ts History and Its Physical 


Properties 
By A. W. BARNES 


ancient times. Little is known concerning its dis- 

covery, but some authorities are of the opinion that 
it was accidentally discovered as the result of a fire hav- 
ing been made upon the ground. It is probable that lead 
was known before any other metal and, in very ancient 
times, Saturn was the name given to it. 

In reading the history of the tribes of Israel, we learn 
that they took spoils of lead from the Midianites, and 
ordered the metal to be melted and cast into leaden 
statues. In the Bible, lead is mentioned as being a very 
lasting material for letters. In very remote times tablets 
of lead were used to write upon, in place of the writing 
paper that we use today, the writing being done by some 
sharp instrument, such as a piece of flint or granite. 
Pliny speaks of lead leaves for books. 

In the Triumphal Song of Miriam, 1491 B. C., mention 
is made of lead: ‘“‘They sank as lead in the mighty waters.”’ 
From this passage, we know that ancient races knew of 
its density, and of its consequent value to the fishermen 
of those far away times. 

Lead is certainly one of the most useful of all the 
metals known to mankind. It is little affected by the 
atmosphere and few metals are its equal in resisting the 
action of acids. It can be worked, drawn, milled, or bent 
into various forms and shapes quite easily; it can be cast 
or milled into sheets, or cast or drawn into pipes or traps; 
pipes of lead may be drawn of almost any sectional shape 
—round, elliptical, square, or rectangular; it can be made 
highly decorative, either by casting or by being worked 
by tools; its decorative features are capable of defying the 
ravages of time. 

Lead can be easily joined either by soldering or by 
“burning.” In the latter process, no solder is used, the 
lead itself being joined by a small flame of intense heat. 
Repairs to sheet lead or to lead pipe may be easily made 
by either soldering or “‘burning.”’ 

After lead has given many years of service, it may be’ 
pulled out and sold for something approaching its origi- 
nal value; it may then be melted down and re-worked as 
before. 

Various forms of lead are of great use and value in in- 
dustries and provide the basis of the most durable and 
useful paints. 

The claims already put forward are sufficient to prove 
that lead is in the very front rank of the most useful 
metals. 


] EAD is a metal which has been known since the most 


LEAD ORES 

HERE are a number of ores from which lead may be 
extracted. Two of these are galena, or sulphide of 
lead, and cerussite, or carbonate of lead. The principal 
and most valuable lead ore, and the one from which 
most of the lead of commerce is obtained, is galena, so 
named because of the supposed power of sulphide of lead 

to allay disease (Greek: galene—calm). 
Lead ores are found in abundance in many parts of the 
world. They are smelted and subjected to treatment in 


either reverberatory furnaces, blast furnaces, or open 
hearths, the majority of the many impurities being thereby 
separated from the metal. 


Lead is a volatile metal when 
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it is raised to high temperatures, ‘and cases are known 
where as much as ten per cent of the metal has been 
carried away in the form of fumes. 

Silver is extracted from lead, as much as one per cent 
being thus obtained in rare instances. 

One form of lead is that in which the metal is not de- 
stroyed but has undergone a chemical change because of 
having entered into combination with oxygen or carbonic 
acid gas, and being thereby reduced to an oxide of lead, 
or a carbonate of lead. Familiar forms of lead are 
litharge, red lead and white lead. 

Physical Properties of Lead 

Let us consider the physical properties of lead—tenac- 
ity, malleability, ductility, lustre, specific gravity and fusi- 
bility. Tenacity is the power of sustaining weights, or 
the resistance to being torn asunder; this is fairly low in 
the case of lead. Malleability is tenacity combined with 
softness, and is the property that allows of a metal being 
beaten or worked into various shapes. Lead stands high 
in the table of malleability. Ductility is the capability of 
being drawn into a wire. Lead is low in ductility. Its 
specific gravity is about 11.38. Although one of the 
heaviest of metals, it is exceeded in weight by gold, 
iridium, mercury, osmium and platinum. 

Fusibility: Lead melts at about 621 degrees F. 

Conduction of heat and of electricity: Compared with 
the other metals in common use, lead stands fairly low 
as a conductor of heat and of electricity. 


THE DURABILITY OF LEAD 
URING the existence of the great Roman Empire, the 
Romans were skilled in the use of sheet lead, mak- 
ing it into pipes which were used to convey water for 
drinking and washing purposes. During the Roman oc- 
cupation of Great Britain, they introduced lead as a useful 
metal. In later times, Britain became the home of lead 
work, the metal being extensively employed in the form of 
sheets, for covering roofs and for lining cisterns. In our 
own times, England is pre-eminent in the use of sheet 
lead, and of lead pipe. The British plumber of today is 
highly skilled in working sheet lead into various shapes 
for the purpose of covering roofs, and in bending and 
joining lead pipes up to 6 inches in diameter for sanitary 
work, smaller pipes being used for the purpose of supply- 
ing water. 

There are lead-covered roofs in Europe that have stood 
the tests of time and climate for several centuries, and 
are still absolutely watertight. Unprotected lead pipe 
that has been in the ground for several centuries has been 
taken out and found in an excellent state of preservation. 
It was giving good service at the time of removal. 

Some of the large buildings in London, erected since 
1900, each have over 300 tons of sheet lead upon the 
roof. The roofs of the British Admiralty Buildings in 
Whitehall, London, have more than that quantity of lead 
on them. 

In England the use of lead pipe and sheet lead has 
always been in favor. Roofs covered with sheet lead 
have given the most complete satisfaction in every way, 
remaining waterproof for ages. Lead pipes also have 
given satisfactory service for centuries. 
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tO- day *** you must 


sell convenience not 
just labor and material 


i 





Te modern buyer demands heating 
equipment that will provide additional 
convenience in his home. One way that 
you can meet this demand is with an ARCO 
Water Regulator. And it will pay you to 
do it—for this way you can get business 
at a preference—this way you can sell 
positive convenience. . 


The merits of the ARCO Water Regulator 
are so generally accepted that the System 
Companies include an ARCO Water Regu- 
lator in every installation, and the most 
modern boilers are equipped with this 
device. As a matter of actual fact, the 
growth of the System Companies is largely 
due to this automatic feature. 


When you sell an ARCO Water Regulator 
your customer is assured an efficient auto- 
matic damper control that will eliminate 
the old fashioned method of endless 
running up and down stairs. In addition, 
the automatic principle of this control will 
prevent over-heating and consequently 
reduce fuel bills. 





ARCO | 
Water 
Regulator | 


No. 800 


Your reputation benefits when you protect 
your customer against discomfort and incon- 
venience by modernizing his installation with 
a No. 800 ARCO Water Regulator. It is bound 
to bring you business at a preference— 
which is the only way you can make any real 
money today. 


Don’t overlook the No. 800 ARCO Water Regu- 
lator’s “small brother’—No. 801 for tank 
heaters—same principle of operation. Same 
opportunity to bring additional convenience 
to home owners. And another source of busi- 
ness for you. 








AMERICAN RADIATOR (OMPANY 


ACCESSORIES DIVISION 


40 W. 40th Street 


New York, N. Y: 


Makers of ARCO Packless Valves, DETROIT Valves, ARCO Damper Regulators, AIRID Air Valves, MERCOID Controls, IDEAL Boilers, 
AMERICAN Radiators, ARCO Tank Heaters, VENTO Ventilating Heaters, and devices for drying, bumidifying, cooling and refrigeration. 





Mention Domestic ENGINEERING when writing advertisers. 
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SEATS 


DOMESTIC ENGINEERING 


F THE MIGHTY 








HAVE my woes,”’ 
sighed Mr. Front- 
woggle, as the ash- 
es from his cigar 
bounced graceful- 
ly off his vest. 





‘‘*There was the time I was 


wedged in a reyolving door 
while women fainted and 


strong men broke down and 
wept. On stormy days I am 
forced to stop some kindly pas- 
ser-by and ask if I have my 
rubbers on. The only limousine 
I can safely ride in is a ten-ton 
truck. 


‘‘But all these are as nothing 
compared with my misfortune 
with toilets. They are simply 


MADDOCKS Improved, 


ADERA 
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not built for the Seats of the 
Mighty.”’ 


Mr. Frontwoggle paused re- 
flectively while he gazed at the 
Madera. ‘*Ah, well,’’ he said 
with deep feeling. ‘‘all that is 
over now.” 


Gentlemen of generous pro- 
portions are excellent pros- 
pects for the Improved Madera 
toilet. 
ally comfortable for the aver- 


While its seat is unusu- 


age person, because of its elon- 
gated shape the Madera is a 
boon to the stout. 


Almost unlimited profits await 
the Master Plumber who uses 


every opportunity to explain ~ 
the outstanding advantages of 


na 
S 


the scientific, highly-sanitary 
Improved Madera. © Thomas 
Maddock’s’ Sons 
Trenton, N. J. 
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: ci (5 What would your selling price 
EST] MA IN be on this job? ‘ 


Here is an article 
which embodies 
enough examples nT 
of estimating to be 
of genuine asstst- 
ance—both as to 
right and wrong 
methods 


By SAMUEL E.. DIBBLE 


STIMATING costs and amounts is a simple matter, 
kK, so simple in fact, that the majority of plumbing 

and heating contractors do not give it sufficient 
thought. To use a homely illustration: A baker in the 
shopping district offers pies for sale at twenty cents each. 
You decide to purchase one, so you take twenty cents, 
jump on a trolley car, and upon arriving at the baker’s, 
when you have bought the twenty cent pie and wish to 
pay for it, you find that you have only ten cents left, 
having spent ten cents on the car fare. The remainder of 
the story is obvious. When you estimated the cost of that 
pie, you neglected to consider the cost of getting it, or 
the Overhead expense. 

One of my students calls estimating **guesstimating,”’ 
and from the bank accounts of many contractors, they are 
estimators perhaps, but also are very poor ‘‘guesstima- 
tors.’’ If a contractor knows his trade, why is it not a 
simple thing to sit down with pencil and paper and list 
the materials necessary for the completion of any given 
job? We should start, therefore, with this discussion that 
every contractor knows how 






eeeetar 


Contractor serutinizes preliminary 
piping drawing 


Wyrick 


not make a picture? To do so, take a piece of cross-section 
paper and sketch an isometric view of all piping that is to 
be installed. A suggestion perhaps that will help is: When 
sketching pipe and fittings, to show every piece of pipe, 
draw all pipes which go from left to right by a horizontal 
line; draw all pipes which run from back to front of the 
building by an oblique line; draw all pipes which run from 
bottom to top of the building by a vertical line. Note the 
sketch which shows all the pipe and fittings on a stack. 
From this sketch it is easy to take off all material. 

In estimating the plumbing and heating, it is first neces- 
sary to make a sketch of all pipe lines, either on the 
drawings, or on a piece of cross-sectional paper, and then 
to take off the list of material. The list of material and 
labor, let us say for the*present, is of minor importance. 
After this has been compiled, the most important feature 
is the amount of profit and the amount of expenses that 
must be added. 

To get an idea of what was going on in the contracting 
field, I sent out a set of drawings and specifications to a 

number of plumbing and 





to list his materials. How- 


heating contractors, and I 








ever, pause here a moment ". 
and see if every one really 


























received the following bids, 
which I have tabulated and 
































‘ eannng 
does know how to list ma- bor numbered rather than men- 
terials. To my surprise, this —— tion the names of the 
Is not so. soe bidders. 
and gas heater Bid No. 20 estimates as 
GET STARTED RIGHT follows: 
O LIST all materials va [] oram “ost of roughing-in ma- 
necessary on a job, a N terial for the job, as 
: per plans and specifi- 
contractor or _ estimator Fe distr hide lus 65%....$206.12 
ivi floor Sewer cations, plu 
must have a very vivid Double —— Water ‘om ! lus 
i Grade enieu Cost of fixtures, plus 
imagination; he must be “1 SIE ho ceccsecciccescs SOOM 
J ¢C 
able to see the job completed P Cost of laundry trays, 
and operating in his mind; WTWr not in specifications.. 24.00 
= | including ex- 
he must fitti | All labor, ine gz 
saa age tli a glia Etevation - 306: cavating—40% of the 
valve, pipe and piece of sales price of material 248.04 
equipment as though it were Gas fittings — $5 per 
a picture before him. Why Basement plan and elevation es err Te 15.00 
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Water heater.......... 225.00 of labor and material is not 
: - sufficiently adequate to cover 

. gin xi * 108.16 ee all of the expense in connec- 
Cost of heating 293 . acing tion with the job. So few of 
ft. of radiation @ 1‘ the plumbing and heating 
Paco eat Seatien. $ ~~ contractors realize that when 
Pipes, fittings and See- ss they add 20% overhead, that 
cialties—20% of the & 20% overhead is estimated 
total number of feet ny on their selling price, and 
of radiation ......... 60.00 ~ if it were estimated on their 
er ne vee N cost price, they would have 
NE ic naitaduoes $315.30 © > to calculate about 40% over- 
Plus 35% .............. 110.85 8 head. However, in deter- 
mining the majority of 

Total bid on heat- ‘o}] 8 prices which I received, the 
Me tckvenansuaee $425.65 x Is | whl Kap! contractors calculated their 

I put this bid before you » — lidlsindl overhead on their cost to ob- 
as a peculiar example in 6 tain the selling price. This 
estimating. First is added S; ‘ is absolutely -wrong, and 
65% of the cost of rough- 1 oh, § | Rad 55 whenever it is done, it shows 
ing-in material, and then FS 6AF-0 F868" F6IST | a net loss rather than a net 
33% of the cost of fixtures. | | 2 ; profit, even if 10% proat is 
All of these figures may a. | i mooi | added later. If it is easier 
have been derived from the ‘2 inal ite ==) | figuring for the plumbing 
estimator’s own business, and heating contractor to 
but there is no logical rea- - 32-6" - add a percentage to his cost 
son for adding 65% in one for overhead, he should then 
case and 33% in another. Floor plan list all of his items that ap- 


There would be no explana- 

tion for this contractor to make to his banker if he 
were to present his system of estimating. This esti- 
mate is merely one way of covering information by adding 
blind percentages which have no meaning, and which can- 
not be interpreted by anyone. From this estimate, it is 
impossible to tell whether money is being made or lost, 
and I doubt very much whether the contractor who sent 
in this bid has sufficient system of bookkeeping to tell 
just what his costs are so that he could get these various 


pear in his overhead and 
compare them with his total cost of material and labor for 
one year. In doing this, the contractor will find that the 
overhead figure on his cost will be approximately 40% 
to 50%, and when figured on his selling price, this figure 
will be 18% to 20%. 

It is a pity where so much has been said about the 
plumbing and heating contractor not making money, when 
it has been shown so clearly in the business papers, and 
when the Plumbing and Heating Industries’ Bureau s0 





percentages which he has 
added. 

Bid No. 28 did not send 
me any amount of profit or 
overhead percentages, 
merely the _ total price. 
However, his bid and the 
letter which he wrote with 
it would carry considerable 
weight with any owner be- 
cause he definitely stated 
what he would do, and he 
also sent a sketch of the 
way in which he would run 
the piping, immediately 
giving confidence to the 
owner that this man might 
do a good and a thorough 
job. 

The various figures 
which I received for the 
selling price of the plumb- 
ing and heating in the 
bungalow shown in Figure 
1 were both extremely in- 
teresting and discourag- 
ing. So many of the con- 
tractors were really losing 
money when they think 
they were making a profit. 
Simply adding several dol- 
lars to the estimated cost 


SPECIFICATIONS 
GENERAL— 
This estimate is to cover the complete plumbing and heat- 
ing systems of the attached sketch. Detailed information 
not supplied by sketch and specification ts to be furnished 
by the estimator. 


KITCHEN SINK. 
The estimator will allow as his cost $75.00 for the sink, 
which includes, combination faucets, and nickel plated iron 
pipe size brass trap. 

WATER HEATER. 
A four gallon per minute instantaneous gas heater, con- 
nected with cold and hot water, with brass pipe. Gas con- 
nection to be direct from meter. Heater to be connected 
with flue. 

LAVATORY, BATH TUB & WATER CLOSET. 
Allow $225.00 cost to contractor for bath room fixtures. 

WATER PIPING. 
All water pipe and fittings to be brass. This estimate to 
stop cock and piping from inside of cellar wall. Stops to 
be placed on all lines to fixtures. 

DRAINAGE PIPING. 
Soil and vent pipes and drains to be of extra heavy cast 
iron. Estimate from foundation wall only. There are no 
storm water drains. Waste pipes can be of lead or brass. 

HEATING. 
The system is to be a gravity warm water sysiem. Estimate 
amount of radiation listed in each room, and a heater, gas 
or coal, of 800 ft. of radiation capacity. Connect heater 
to chimney. Do not allow for heater or pipe covering. 


earnestly and so keenly has 
tried to bring before the 
contractor that his esti- 
mating methods are wrong, 
that at this date I should 
receive eighteen out of 
twenty-four prices where 
the men are actually losing 
money, based on their own 
figures. 

How simple it is to cal- 
culate correctly and make 
a little profit, and how 
much more satisfactory 
this would be in general! 

What would your costs 
—labor costs particularly 
—be on this job? Send 
them to us for comment. 

Some say that it takes 
courage to put in an esti- 
mate which really carries 
overhead and a fair profit. 
Surely it takes more cour- 
age to do what amounts to 
committing financial 
suicide. Every job taken at 
a loss depletes the capital 
of the business. It can 
only be a matter of time 
until it has completely con- 
sumed the entire capital of 
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K-4035. SPEAKMAN WALDIN TUB AND 
SHOWER COMBINATION 


Size, V2 inch. Hi-Seat valves with unions, re- 
newable seats, china escutcheons and china 
handles. Mixometer with china wall plate and 
china handle. Metal nozzle. Bent arm with 
china escutcheon, ball joint and 4-inch cast brass 
Anyforce head. Willard pop-up waste, 1'2-inch 
size valves, including the Mixometer, are con- 


nected with brass pipe and tested. 
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IT’S GOING UP NOW 
AND BASED UPON 
EXPERIENCE WILL 
HAVE SPEAKMAN 
SHOWERS AND 
BATH FIXTURES 


No one knows better than organizations that build and 
operate apartment houses the necessity for having good, 
sturdy valves behind tiled walls. For it is behind tiled 
walls that leaking valves can do the most damage by 
ruining the ceilings and walls beneath. And if the valves 
ever have to be torn out and replaced the operation as 
you know is costly. 

Because Mcllvain and Roberts in Philadelphia also know 
this, they are big users of Speakman Showers and Fixtures. 
Their new apartment house at 20th and Locust Streets 
in Philadelphia will contain Speakman Showers and Bath 
Fixtures, valves having renewable Hi-Seats, chromium- 
plated, swivel disc and encased washers with all working 
parts renewable. 

This installation is the result of experience for Mcllvain 
and Roberts have been users of Speakman Showers and 
Fixtures in other apartment houses for more than 14 years. 


SPEAKMAN COMPANY 


WILMINCTON. DELAWARE 


SPEAKMAN SHOWERS andoFIXTURES 


SPEAKMAN HAS ALWAYS MADE GOOD BRASS 
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WHY NOT FACE THEM? 


The Cadwell No. 10 Non- Hi 
Adjustable Air Valve is 
guaranteed for five years. 
This is positive protec- 
tion. 





















The CADWELL 


No. 10 It is made of the finest of 


materials under the most 
modern and complete 
manufacturing methods. 


Its operation is simple. The 
moment steam comes in con- 
tact with the thermostatic 
float, instantaneous expanding 
of the diaphragm lifts the 
float and valve pin into seat, 
closing valve. 





“ie y come 
packed in con- 


venient, attractive 
display cartons. 


% 
Ol ar00 manufac- § 
tured with %” or 


1%” bottom outlets 
for quick vents. 


BEATON & CADWELL AFG.CO. | 
eZ Gstablished 1894 
di 







You can buy the Cadwell 
No. 10 from your jobber. 
You can get them when 

you want them. 
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the business.—-Let us have your idea of an estimate on 
the job described here— it will make possible some inter- 
esting comparisons in labor costs. 


Tabulation of Bids Received 





Bid No. Plumbing Heating Sq. Ft. Unit Profit Overhead 
Fixture 
10 $ 900.0 $ 500.00 $1.63 $150.00 $114.19 $ 61.31 
7 1001.29 575.55 1.83 166.88 134.57 269.15 
6 1011.00 544.23 ee | Re re ee 
2 916.92 525.60 1.71 156.15 144.19 216.15 
1 950 .00 602.00 1.96 158.34 165.23 211.29 
3 1049 .00 557 .00 1.82 Re (Re eee 
5 i Pn a a ie ae cag Rm eee a dew sew een 
4 I, ~<A i a an ue yd nina Biel Guia he aed 9x 
9g 927 .8: 524.44 1.70 154.64 132.03 218.37 
26 1040 .00 560 .00 1.45 fF RE > A See 
8 ee On BG ES 7 ito ar a Coie gale be 
11 1096.25 460 .00 1.50 | area ee a eer 
12 958.25 557 .47 1.82 rT ud aug mad ad tacdd dk ace 
ore 472.63 I ras Bae oa oe A a cee a 24.00 
25 I a 153 .00 ee 
14 1042.00 715.00 2.34 DE Ve Paige Ae ke Pid at ace 
15 1062.00 540 .00 1.77 Fy hee eee ae eee 
16 1238.00 638 .00 2.08 CE So oe cag hea yc aww 
17 1004 . 87 511.00 1.64 IND he do tarts baie a eli ae 
18 967 .00 431.00 1.40 NE SRE peste yo Deere 
19 1075.00 80.00 1.50 gaa ie ee ae el ee ae ee 
2 1108.16 425.00 1.39 re es aie ena hia ie be 
21 77.00 466 .00 1.52 DE” gs, och eciee ckbaw ow a: 
22 I ne a ead A eaten adie etka w ale 
23 3.27 414.63 1.36 on Kika dele eee «e 


Labor Comparisons of Bids Received 








lumbing | 
Labor Cost 
Bid No. Total Cost Labor Charge per Fixture % of 
Material 
24 (Pl) $ 977.91 $ 175.00 $25.50 18% 
6 011.60 (Laborislumped) _...... iat 
20 1108.16 248 .03 35.45 40% 
10 900 .00 156 .00 22.30 20% 
1 950 .00 119.00 17 .00 14% 
8 950 .00 209 .00 29.90 
9 927 .82 76.50 10.50 11.1% 
Heating 
Per Sq. Ft. % of 
Bid No. Total Cost Labor Charge of Rad. Material 
6 $544.23 $188 .00 $27 .00 60% 
20 425.65 90 .00 15.00 40% 
10 500 .00 89.00 12.70 24% 
13 472.00 126.00 18.00 41% 
1 602 .00 150.00 21.00 49% 
2 524.00 105.00 15.00 38% 
9 525 .00 113.00 16.10 40% 
7 575.00 96.00 13.30 25% 


Figuring Pipe Sizes on the Area Basis 


Editor:—The article on sizing water supply pipes on the 
area basis in the issue of February 18, 1928, 1s quite clear 
until the author begins to give that illustration about the 
residence and begins to use those factors. Would you 
kindly try to make it a little clear from there on? Thank- 
ing you for the knowledge I have gained through your 


magasine since I have become 
A Constant Reader. 


the article, but is not clear on how the scheme is 

applied to practical work. Now it was developed 
in the article that the number of %-inch circles whose 
combined area would be equal to a flush valve water closet 
connection was 24, the number equal to a flush valve uri- 
nal connection was 9, the number equal to a slop sink, 
bath, shower,, etc., 4, while lavatories, flush tanks and sim- 
ilar small connection fixtures were taken as 1. These 
amounts may now be considered as the factors for these 
fixtures and each indicates the number of times the area 
allowed for a lavatory is increased in order to reach the 
area required for connections of larger size. 

It was similarly determined how many circles of 44-inch 
diameter would have a combined area equal to the area of 
the various commercial sizes of pipe, and this number of 
circles may be taken as the factor for the pipe. 

Now the pipe area must at least be equal to the demand 
area; that is to say, if a lavatory faucet is opened, the 
water flows through an outlet which has the area of a 
%4-inch circle (approximately). Consequently the pipe sup- 


()« correspondent evidently has grasped the idea in 
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plying said lavatory must have an area at least equal to 
the area through which the water is leaving the pipe; 
this is the area of the above mentioned 14-inch circle. 

If every outlet on the water piping were opened at one 
and the same time, it would be very easy to figure the 
size of supply line, as the number of 44-inch circle areas 
in the supply line would be simply the sum of all the 
44-inch circle areas embraced in the various branch out- 
lets which had been opened. In other words, the system 
would be in use 100 per cent. 

In the ordinary building, however, all the outlets are 
never open at one and the same time. As a result, the 
number of outlets opened or in use at the same moment 
must be estimated, and the easiest way to handle this esti- 
mating is to assume a certain percentage of the total 
number of fixtures are in use at the same time. 

That is to say, if there are 9 lavatories and it is as- 
sumed that 3 fixtures would be in use at one time, then 
the factors for the 9 lavatories would be multiplied by 
33 1/3 per cent; but if it were assumed that 6 lavatories 
might be used together, the factors for the 9 lavatories 
would be multiplied by 66 2/3 per cent. Thus— 

All 9 lavatories would be 

9 lavatories < 1 or 9 (factor) 
With 3 in use the factor would be reduced to 
9 (factor) « 33 1/3 per cent or 3 (factor) 
or if 6 lavatories are used together 
9 (factor) « 66 2/3 per cent or 6 (factor) 
or if all 9 lavatories are in use 
9 (factor) « 100 per cent or 9 (factor) 

It will be seen from the above that, as the number of 
fixtures in use at one time is increased, the factor in- 
creases and—when the pipe size is selected on the basis of 
this factor—the pipe size will similarly increase. 

The factors as given in the article consisted of smaller 
sizes of the following: 


Oo factor 3 

a factor 6 

aad so we dain factor 11 

Te eee factor 17 
etc., etc. 


Comparing the factor obtained when three lavatories 
(or 331/3 per cent of the total of 9), which was 3, with 
the above, it is seen that a %-inch pipe will just be suffi- 
cient; but the factor obtained when 6 lavatories (or 
66 2/3 per cent of the total of 9) are in service, was 6, 
which requires at least a %-inch pipe, since the factor for 
14-inch pipe is also 6. But if all the lavatories are to be 
used at once (in other words, 100 per cent), then the 
factor for the lavatories is shown to be 9 and the %-inch 
pipe would not be big enough, so the %-inch pipe must 
be used, as the factor this size of pipe is 11, showing the 
pipe to be ample. 

The only discretion which must be used in this method 
is not to follow it out too closely to the bitter end. That 
is to say, good judgment would not approve putting 3 
lavatories on a %-inch pipe, because the size of pipe is 
growing so small as to be impractical. And six lavatories 
on a %-inch pipe is just a trifle heavy. As soon as the 
smaller sizes are exceeded, however, the schedule works 
well, and it must be remembered that the schedule was 
not developed for sizing such items as three lavatories or 
a couple of fixtures on the end of the line where common 
sense and experience can be accurately used without ref- 
erence to anything. On the contrary, the scheme was de- 
veloped for sizing lines supplying twenty up to any num- 
ber of fixtures and to serve as a reasonable basis for 
checking pipe sizes which are doubtful when arbitrarily 
decided, as is often done. When so used, no difficulty 
should be encountered. 
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Theres eye 
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Caan eliminated 
their call-backs”’ 


‘Say, boss, while you were out, Harry from Plumb- 
ers’ Wholesale was here. He’ll be back later to talk 
to you about their Flexitite gate valves, like these in 
this circular.” 


‘“‘What’s special about them?” 





“Look at this copy of a letter* from one of his cus- 
tomers who tested his 100-lb. valves under a 500-lb. 
pressure, on oil too.” 


“That sounds all right, but we wouldn’t use ’em on 
any 500-lb. service.” 


“Sure we wouldn’t. But the point is that this gate 
valve has eliminated their call-backs because it doesn’t 
leak. It saves them money. We can dothesame thing.” 


“Well, we are in business to make money by saving | 
; it where we can. Put it on the want-book and give 
O-B No. 25 Harry an order. We'll see whether they’re good or 


Flexitite Gate Valve . . - 
100 pounds pressure notina hurry. 



















Ohio Brass Company 
Mansfield, Ohio 
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Proper connections to oil separator. Distance from oil separator to MILLER 
grease trap must be at least 6 feet or more 




















they were generating their own current—one of the 

isolated plants that are rapidly going out of existence 
and for which we should all feel sorry because these 
plants, in years past, have taught us much. I noticed the 
gauge on the exhaust line from the engines and it read 
four pounds. Of course it is always my habit to figure 
when I see pressure on the exhaust line, just how much 
fuel is being wasted foolishly, and I made a remark to 
find out the reason for the pressure. To my surprise I 
found the only reason was to prevent oil from getting back 
into the boiler. This made me smile and I asked how 
pressure would help it out. 

So this is the story: 

About two years previously the engineer made an ex- 
periment. He operated his system at pressure below the 
atmosphere and found it possible, and to his surprise he 
heated all the units and got the same temperature without 
one complaint from any of the tenants. This was fine, and 
he proceeded to continue this practice throughout the 
heating season, showing a nice fuel saving. He had a 
vacuum system installed which was working perfectly, and 
he was showing his owner just what could be accom- 
plished. But during the summer months he found that 
several tubes in his boiler had to be replaced, having 
buckled on account of oil that had been thrown over in 
his oil separator, so that ended the experiment of carrying 
pressures below the atmosphere to circulate steam. 


GS ines we months ago I happened in on a plant where 
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The oil separator was condemned as being faulty and 
not capable of removing the oil, and someone had told him 
that no separator could remove oil; anyway, he raised 
the pressure, burned more fuel and let it go at that. 

After listening to the story and questioning the chief as 
to what kind of lubricating oil he used, I examined the 
oil separator and found it to be one of the best makes on 
the market. It had been installed about ten years and at 
that time it was functioning properly, and there was no 
reason for getting oil into the system. 

We carefully examined the drip connection from the 
separator, and right there is where we found the trouble. 
The trap which was installed was antiquated and was 
never intended as a grease trap, and even if the connec- 
tions had been properly made, the trouble would not have 
been avoided. 

In the discharge from any oil trap, placed on a low 
pressure heating system for draining an oil separator, 
there should be placed a check valve, the reason for this 
being to prevent the atmospheric pressure from backing 
through the trap to oil separator. 

This is what happened. A partial vacuum was main- 
tained on the oil separator. When this occurred, all of 
the dirty and oily drip that was in the trap pipe and oil 
separator was drawn into the heating lines, because the 
heating lines had two inches of vacuum and with the at- 
mospheric pressure on the discharge of the grease trap at 
14.7 1lb., naturally the flow was toward the point of least 
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For test purposes a 
section of lead pipe was 
frozen solidly 
four times. That it 
was able to withstand 
this drastic test three 
times before it burst is 
proof positive that 
ordinary conditions 
will not affect it. 














Withstanding the Ireeze Test ~ 


Lead pipe is able to witli stand the freeze test 
because of a very obvious reason. Lead being 
so flexible, does not readily burst when the 
frozen water inside swells. 


Frozen, broken pipes are a great and con- 
stant source of trouble to plumbing con- 
tractors and users alike. Lead offers the best 
insurance against this nuisance. 


Lead pipe means protection 
to your customer. Use it! 


NATIONAL LEAD COMPANY 













Metionsl Leod Co. F song Lead Co. Hoyt Metal Co., Ltd. National Lead Co. 
rincipa fice) Jas. Robertson Lead of Canada (Raymond Lead W s) 
lil Broadway, N. Y. C. _ Works) Toronto, Canada Chicago TI. -_ 
’ altimore, Md. , ame 
National Lead Co. er ‘ : John T. Lewis & Bros. Co. . ow . 
Gibson & Price Co. ( Re ent ey AS Tatham Bros. Works E. bE sanmenge Co. 
Cleveland, Ohio St Paul. Minn Philadelphia, Pa. — . 
Chadwick-Boston Lead Co. National Lead Co. Georgia Lead Co. Lawrence Shot & Lead Co. 
Boston, Mass. Cincinnati, Ohio Atlanta, Ga. Omaha, Neb. 


National Lead & Oil Co, os : 
or National Lead Co. 


National Lead Co. 
St. Louis, Mo. 


of Pa. 
unaio, iN. . y; > 
Pittsburgh, Pa. 
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resistance.—Study the sketch showing how a grease trap 
should be attached to an oil separator either in a heating 
line or in a feed-water heater, and when these connections 
are made, none of the troubles noted above will be experi- 


MODERN PLUMBING 


ODERN decorative art, long confined to furniture 
M and home furnishings, has invaded the plumbing 
field, and now the bathroom has been made a thing of 
beauty as well as of utility. Interior decorators are now 
planning the combinations of color and design in the 
bathroom as well as in other rooms of houses. 

To emphasize to the owners and builders of modern 
homes, just what forward steps have been made in the 
design of bathroom furnishings and their arrangement, a 
rather elaborate display was held recently at the Bellevue 
Stratford Hotel, Philadelphia. This is an interesting de- 

parture in the field of exhibit 

and was arranged by the Stand- 
7 ard Sanitary Mfg. Co. of Pitts- 
. burgh. 
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enced. It should be understood, however, that a grease 
trap is to be used that is made by a manufacturer who 
has made a thorough study of the conditions which exist 
at the points at which the trap is to be used. 


SHOWN IN DISPLAY 


The display, of which photographs are reproduced here- 
with, was one of the most elaborate plumbing displays 
ever shown, and its purpose was to attract the interest of 
architects, home owners, interior decorators, wholesalers 
and master plumbers in the new plumbing materials. 

In addition to the fixtures themselves, which included 
bathtubs, lavatories, water closets, sinks, dishwasher sinks, 
electric clothes washers, a built-in shower and bidets, the 
exhibit included ten oil paintings of bathrooms of modern 
distinctive design. Each fixture was set on an individual 
platform, connected by draperies. The display is also 
being shown in several other 
large cities of the country, being 
at the Palmer House, Chicago, “TF 





May 22 to 25. 
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Record No. 103 


In 1908, 28 Clow 
Madden Automat- 
ics were installed. 
In 1922, there were 
no repairs to date 
(14yrs.). They were 
then reinstalled in 
—y school build- 
and are now 
11928) still going 
strong. Location: 
School, Buffaio 
Center, Iowa. 
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They Can’t Stand Unflushed .. . 


Unfiushed closets are filthy, dangerous headquarters 
for filthy,, dangerous insects, smells and germs. 
Clow Madden Automatics never stand unflushed. 
Each time, each time, no matter how many times 
they are used ... Clow Madden Automatics flush 
themselves. They’re Automatic. They can’t stand 
unflushed. 

Each time, a deluge of water whirls away all waste. 
Each time, the bowl is purged of taint. And Clow 
bowls co-operate with water. They have no bumps 
or hollows to cause eddies. 
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CLOW MADDEN 


Forty-Eight Styles, Heights and Types to Meet Your Requirements 





ya sora pana — ~ 
ae ” >i Pay oa t we ¥ a ee 43 4 ” or) Voss PA i. ae ~~ ss - a pg 2 é soak rs Be ra > x “¥s eer! — * " - ey 
ERIS | yO Sh Se BR ae PHN tid AE ee ees ORS DINOS Th put SE RMI ha ROR Sioa es oh og eae L cageen aE 


AE SE RIEBO GIS 


PS LES NEI EIN ae ne 
Ne Le iaecakes cy 


AG Papdae ER 


May 26, 1928 DOMESTIC ENGINEERING 


Probably for the Next 35 Years 


Simple, sure, strong, describe the Clow Madden 
Valve (it has no by-passes, floats or temperament), 
It’s sensible about water ... mever wastes it... 
never stints it. 


Sanitation follows Clow Madden Automatics — 
through thirty-five years and sometimes more. 
Water bills become easy to pay. Repair bills seldom 
happen. (Read Records No. 103 and No. 106.) Send 
for the Clow School Plumbing Booklet. 


James B. Clow & Sons, 201-299 N. Talman Ave., Chicago 


AUTOMATIC 


Forty-Eight Styles, Heights and Types to Meet Your Requirements 


Record No. 106 


In 1906, 22 Clow 
Madden Automat- 
ics were installed. 
In 1928, after 22 
years service, every 
closet is stillin 
perfect working 
condition. Loca- 
tion: Dewey Schocl, 
Evanston, Illinois. 
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Appearances—or real comfort? 


$e FINE to have a good-looking house— 
but it's better to have a livable house— 
one in which the latest in plumbing and heat- 
ing equipment will make life comfortable, 
convenient and healthy. 


Here are the absolute essentials of the mod- 
ern American home: A kitchen sink of right 
height; a water heater; three bathroom fix- 
tures of a design easily kept clean (and in 
color, if you want to make the bathroom 
match the rest of the house); laundry trays in 
the basement; and, for heating, a radiator 
system, with automatic control devices. 

Let us talk over modernizing your home— 
you Il find it more convenient—and it will 
add value to the house. 

(In this A ear your Name, Telephone 
umber and Address) 














RETAIL ADVERTISING SERVICE 


12 weeks’ service for_$4.20. We furnish the cuts; you use this copy. 





For twelve weeks you may conduct a newspaper advertising campaign with absolutely no effort on your 
part. Each week we'll send you the cut for the illustration shown in the two ads on this page, and a reprint 
of this page. All you'll have to do ts hand the reprint and the cut to your newspaper, indicating which ad 

ae you want to run—or indicating that you want both of them run. This service costs only 
Series_No. 17 $4.20—and it makes advertising easy for you. 








In the Modern American Home ee pod taken care of 

as well as appearances. We 
recommend these fixtures for 
perfect comfort and conveni- 
ence: A kitchen sink of good 
design; a water heater; three 
bathroom fixtures (you may 
have them in color) of later 
design because they are more 
easily kept clean; laundry 
trays; and controlled radiator 
heat. 

If you want to add value to 
your house and comfort to 
your life in it, let us confer 
with you concerning modern- 
izing its plumbing and heat- 
ing equipment. 

(In this space your Name, 

Telephone and Address) 
































ON’T neglect the value of news items— 
I) they are valuable to you in keeping your 
name before your pubic. Hand the following 
item to your newspaper. 





AMERICA LEADS IN 
SANITATION 


It isn’t only in such outstanding 
tasks as the cleaning up of the Canal 
Zone that American genius for sani- 
tation stands out, says John Brown, 
plumbing and heating contractor. 

“In our own homes we lead the 
world in sanitation,’”’ he said. ‘‘Amer- 
ica has a far greater proportion of 
homes with sanitary facilities than 
any other country in the world. 

“There is no doubting that a great 
part of the vigor which America pos- 
sesses has its roots in general good 
health. We have the kind of homes 
which produce healthy men and 
women to carry on the world’s work.”’ 






HERE are many homes in your community which are not up- 
to-date in plumbing and heating equipment. Send the owners 
the following letter. Let your girl write it in spare time. 


HARRY BROWN 
PLUMBING & HEATING 


Two Rivers, N. Y., 
May 26, 1928. 
Mr. Edward Jones, 
Two Rivers, N. Y. 
Dear Sir: 

At this time of year, when so many 
people are "on the move," even the home 
owner casts a critical eye upon his 
property and, perhaps, plays a bit with 
the thought that a change would be 
pleasant in a way. 

Of late years, because of mounting 
costs, home owners have enjoyed the 
change—without moving. They have mod— 
ernized their homes and have, so to 
speak, entered upon a "second honey— 
moon" in these older houses. 

It wasn’t altogether the desire for 
change which impelled them to moderniz— 
ing, either. Sound business is in- 
volved. The home which was built even 
five years ago is apt to be a bit out- 
of-—date. And it must hold its value in 
the face of modern homes. Deteriora-— 
tion, once it sets in, even if it’s only 
by comparison with other and newer 
homes, mounts swiftly. : 

We’re specializing in this work and 
you’1l be interested to hear of some of 
the jobs we’ve done as a matter of com— 
parison with the possibilities of your 
own home and the maintenance of its 
value. Yours very truly, 

JOHN BROWN. 
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Fig. 370, Standard Bronze Gate Valves (in foreground). 


Fig. 106, Standard Bronze Globe Valves in the right background. These valves are 
installed on tanks in the plant of the Moxie Company, Boston, Mass. 


Are the valves you install 


a key to your work? 


plumbing and heating sys- 


If good work is to command 
its just reward—if your 
customers’ verdict is to be 
“‘fine’’—good work must be 
combined with: good ma- 
terials and equipment. 
And no part of the job is 
more important than the 
valves. 


Just one leaky or sizzling 
valve is enough to call at- 
tention to itself. Enough 
to weaken the customer’s 
confidence in his plumber 
or steamfitter. And it pays 
you to ask yourself ‘‘Are 
the valves I am installing a 
key to the work I do?”’ 


When you use _ Jenkins 
Valves on your jobs you are 
installing good-looking, 
strongly-built valves — in 
keeping with the finest of 





a 


Al 
Op 
AS 
' 
























tems. 


Jenkins performance as well 
as Jenkins appearance does 
you credit for every Jen- 
kins is built for the maxi- 
mum service not merely the 
average. This means that 
all metals used are proved 
by analyses before and after 
casting. That design pro- 
vides for strength in every 
detail. That each valve 
must pass a wide margin 


test. 


JENKINS BROS. 


80 White Street........... New York, N. Y. 
524 Atlantic Avenue.......... Boston, Mass. 
133 No. Seventh Street... .Philadelphia, Pa. 
646 Washington Boulevard..... Chicago, IIl. 


JENKINS BROS., LIMITED 
Montreal, Canada 


FACTORIES: 


Bridgeport, Conn. 
Montreal, Canada 


Always marked with the" Diamond’ 


enkins \alves 


SINCE 1864 


London, England 


Elizabeth, N. J. 








Fig. 720 
Jenkins Bronze 
Rapid Action Valve 





Fig 352 
Jenkins Standard Bronze Swing 
Check Valves, Screwed 





Fig. 853 
Low Bonnet Angle Radiator Valve 
With Male Union 





Fig. 325 
Jenkins Standard Iron Body 
Gate Valve, Screwed 





Fig. 651 
Jenkins Standard Iron Body Gate 
Valve, Flanged, with Outside 
Screw and Yoke 














Mention Domestic ENGINEERING when writing advertisers. 
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Accuracy in sand proportion- 
ing—a matter of laboratory 
control in the Stockham plant 


























Sand is tested hourly for po- 
rosity, strength and moisture 
—vital for accurate molding 























Accurately proportioned, test- 
ed sand furnished each molder 
from a central supply 

















CAST IRON 
Screwed Flanged 


STOCKHAM b' 


Drainage 
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Accuracy of alignment in Stockham 
Fittings is the result of sound, accu- 
rate castings. Sound, accurate cast- 
ings are only possible when accuracy 
is observed in every detail of the mold- 
ing. Accuracy—unvarying accuracy 
from the selection of the raw material 
on through to final inspection and 
testing —accuracy is the keynote which 
produces Stockham Fittings to save 
time and money on the job. 





Buy Stockham Fittings from your 
jobber. His stocks of Stockham Fit- 
tings and of all the materials and fix- 
tures you need are maintained for 
your service. From the jobber you 


buy with greatest economy. Send for 


our handy vest-pocket catalog. 


STOCKHAM PIPE & FITTINGS Co. 
BIRMINGHAM, ALA. 


BOSTON Warehouses CHICAGO 
NEW YORK LOS ANGELES 


MALLEABLE 


Standard Extra Heavy 
Oil Country Malleable 


ou. 
YW «OCKHs, 
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Smooth inner surfaces result 
from accurate cores, molded 
by precision machines 


























Accuracy of molding is fur- 
ther assured by confining each 
operation to a skilled workman 























With gates and risers still on, 
accuracy of molding is appar- 
ent in the casting 











ELECTRIC CAST STEEL 
Flanged Screwed 
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__QUESTIONS_ 
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ASKED BY READERS AND ANSWERED BY EXPERTS 








WANTS INFORMATION ABOUT WATER SUPPLY 
FROM A DRIVEN WELL 

Editor, ‘‘Domestic Engineering’’:—-I have a proposition 
on my hands, and I am wondering how it will work out. 
In a driven well 30 ft. deep there is about 10 ft. of water, 
from which I am to supply a residence and a barn with 
water. 

I am planning to place a %-inch pipe inside of the 1\4- 
inch well pipe reaching down about 4 ft. below the water 
level, and then force air into the 1%-inch pipe and force 
the water up through the %-inch pipe to the faucets in 
the house and the barn. I have a large air compressor 
and tank run by a gas engine. ; 

Do you think such an arrangement will give satisfactory 
service? 

Michigan. B. V. A. 





We do not think that your pipe sizes are large enough, 
and we question the operation with the depths as given. 

There must be sufficient water in the well to force the 
water up through the discharge pipe; otherwise the air 
forced down into the water would rush to the surface with- 
out having accomplished its purpose. 

In jobs of this kind, it is customary to discharge the 
water directly into a tank or receiving basin situated im- 
mediately above or close to the well, with very short, if 
any, horizontal connecting pipes. 

We think that it would be best to install a pump and 
pressure tank, and use the gas engine to operate the pump. 





HOT WATER CONSUMPTION IN SMALL HOUSES 
AND APARTMENTS 
Editor, “Domestic Engineering’’:—Kindly give me an 
idea about how much hot water for domestic use is con- 
sumed in the average family, and also in two-family resi- 
dences and apartments, so that I may be able to decide 
what sizes of storage tanks I ought to install. 


Illinois. S. H. G. 





In residence work, the quantity of hot ‘water consumed 
by the average family is exceedingly variable. There are 
large families and small families, families with children 
and families without; and last but not .east are the fam- 
ilies with a baby or babies. 

Two or three people—if they are grownups—will find 
themselves able to get along with a thirty-gallon tank 
very nicely; they will have arranged their baths so as 
not to come consecutively. They, however, cannot sport a 
shower but they will be quite comfortable on a 30-gallon 
boiler. 

A family desiring a little more water for use, when they 
want it and how they want it, should have a 40-gallon 
tank. With a baby or two, or substituting a shower in 
place of the baby, a 50-gallon tank is the least that should 
be installed. For a large family, doing their own laundry 
work a 60-gallon tank is none too large. 

As a good example of how hot water requirements vary, 
an 83-gallon tank was installed in a two-family residence 
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and supplied hot water to both families. During a period 
of ten years this tank constantly supplied the owner’s 
family and the tenant’s families which occupied the other 
half of the house. Now the owner’s family was a con- 
stant factor all during the ten years and the only varia- 
tions occurred in the families of the various tenants. 

The plumbing contractor when the house was built, 
claimed that the tank was larger than necessary and that 
a 60-gallon tank would be ample. With certain tenants, 
during about 5 years out of the ten, the hot water supply 
was ample; the other 5 years with certain other tenants 
who were not economical in the use of hot water, the hot 
water was always being exhausted and the owner’s family 
got practically none. 

From this it may be understood that the individual 





Use for 








of Average 
Use in Apartments 


sv ant 2-4 gt sth 61h 7th BH 


~ >» wW 
243s 58s s 


PAMILIES IN HMPARTMENTS 


HoT MATER 
GALLONS PER FLR. PEP PERSON 











Fig. 1.—Chart showing vwariable demand for hot water 


variation makes a large difference in the hot water re- 
quirements and it is a much more difficult matter to pre- 
dict the quantity of hot water which will be required by 
one family than it is to predict an average demand for 
forty or fifty families. 

In apartment houses, it is generally assumed that an 
average use is about 8 gallons per hour per occupant. Peak 
loads run up to about double this. In the individual house 
it is probable that this amount would have to be doubled 
owing to the fact that in an apartment the heavy user of 
hot water and the light user are averaged, one, in a way, 
offsetting the other. But in a private house, when a heavy 
user is encountered, there is nothing to counter-balance 
the larger amount andan increased capacity must be pro- 
vided. 

This is graphically shown in Fig. 1, where the curves 
for typical families are shown expressed in gallons per 
minute per person. The average line about midway be- 
tween the highest and the lowest consumption in gallons 
per hour represents the use on which the apartment hot 
water system would be based, but if the fourth family 
were living in a private house it will be seen that a higher 
figure would have to be used to cover their individual peak, 
whereas if the first family were living in the same private 
house their hot water demand would only be about one- 
third as much. 
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“Every Fitting 
Air Tested 
Under Water” 








PHOENIX 


BRASS FITTINGS 


PHOENIX BRASS FOUNDRY 
IRVINGTON, NEW JERSEY 

















Plans Completed for Heating and 
Piping Contractors’ Convention 


convention of the Heating and Piping Contractors 

National Association will be held at the Bellevue- 
Stratford, Philadelphia, Pa., June 4 to 7, inclusive. The 
program for the four-day meeting is as follows: 


\ S PREVIOUSLY announced, the thirty-ninth annual 


Monday, June 4, 1928 

10:00a.m. Meeting of the Board of Directors. 

2:00 p.m. Registration of members and guests. 

6:30p.m. “Old Guard” dinner. 

8:30 p.m. Get-together party. Dancing. 

Tuesday, June 5, 192 

9:00 a.m. Opening session—Everybody welcome. 

Sing “America.” 

Address by Mayor, Hon. H. A. Mackey. 

President’s Address—Harry M. Hart. 

Convention photograph. 

Presentation of Spring Labor Survey (by title). 

Appointment of Convention Committees. 

Address by Russell G. Creviston, manager of the Plumbing 
and Heating Industries Bureau. 

Reports of Officers. 

Report of the Chairman of Board of Directors—Walter Klie. 

Report of the Secretary—Henry B. Gombers. 

Report of the Treasurer—Horace W. Jones. 

Address by John C. Howell. 

Open discussion of any subject of interest to the Heating 
and Piping Industry. 

Announcements. 

1:00 p.m. Adjournment. 

2:30 p.m. River trip to League Island, U. S. Navy Yard. 

7:00 p.m. Dinner dance. (Address by Dr. E. J. Cattell.) 

Wednesday, June 6, 1928 

9:00 a.m. Certified Heating and Standardization. 

Reports of Committees. 

Report of Committee on Text Book—V. L. Sheldon, chair- 
man. 

Report of Membership Committee—E. W. Verity, Chairman. 

Report of Committee on Standardization—Ralph 8S. Frank- 
lin, Chairman. 

Report of Sub-Committee on Boiler Output—George M. 
Getschow, Chairman. 

Report of Committee on Certified Heating—Herbert A. 
Snow, Chairman. 

Report of Field Work 
tive. 
Open discussion of any subject of interest to the Heating 
and Piping Industry. Announcements. 

1:00 pm. Adjournment. 

2:30 p.m. Trip to Valley Forge in motor busses. 

8:00 p.m. Theater party for ladies. 

9:00 p.m. Smoker for men. 

Thursday, June 7, 1928 

9:00 a.m. Business Session. 

Report of Secretaries’ Conference—Louis T. Braun, Chair- 
man. 

Papers by Secretaries. 

Address by E. L. Flentje. 

Report of Convention Committees. 

Unfinished Business. 

New Business. 

Election of Officers. 

Installation of Officers. 

1:00 p.m. Adjournment sine die. 

2:30 p.m. Meeting of Board of Directors. 

2:30 p.m. Golf and Card Parties at Manufacturers’ Country 
Club. 

As the program shows, certified heating will be thor- 
oughly discussed. This topic is scheduled for discussion 
on Wednesday morning and the report of the committee 
on certified heating will be given at that time by Herbert 
A. Snow, chairman. 

Another progressive step in the certified heating pro- 


fram sponsored by the Heating and Piping Contractors’ 








Edward G. Byrd, Field Representa- 





National Association was recently taken, the association 
distributing the material for a direct mail advertising 
campaign to participating local associations. It is proposed 
that the local associations handle the sending out of the 
mail matter, and the six pieces, done in color, which com- 
pose the campaign are designed for this purpose. 

Several appeals are made by the various pieces. One, 
for instance, is designed primarily for architects, as well 
as owners, and emphasizes the ‘“‘Certainty of heating sat- 
isfaction.”” Another booklet, entitled ‘“‘How Shall We 
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Three mailing pieces designed by the Heating & Piping Con- 
tractors National Association to push the “Certified Heating” 
idea 


Heat It?” gives every day facts about heating systems for 
small homes. Another folder stresses the association seal 
and what it means to architect, contractor, building owner 
and tenant. A third folder tells the story of a recording 
thermometer on a certified heating job, while others ex- 
plain in detail what certified heating is and how home 
owners can secure it. 

The copy was prepared under the direction of the com- 
mittee on certified heating of the national association, 
and nine local associations are co-operating to make the 
campaign possible. The nine are Cincinnati, O., Milwau- 
kee, Wis., Newark, N. J., Norfolk, Va., Philadelphia, 
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Pa., Portland, Ore., St. Louis, Mo., Sheboygan, Wis., and 
Washington, D. C. The committee consists of Herbert A. 
Snow, Boston, chairman; Louis T. Braun, Chicago; W. D. 
Emery, Brooklyn; Thomas Gale, St. Louis; E. M. Har- 


~- t-.? i 
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Three mailing pieces in the “Certified Heating” 


campaign 


more 


rigan, Detroit; A. R. Herske, Cleveland, and Joseph C. 
Fitts, New York, secretary. 

The national association has published a program for 
establishing certified heating which will be sent to any 
heating and piping contractor who makes a request for it. 
The national officials believe the program can be adapted 
to any community large enough to provide reasonable 
financial support, and that it gives the contractor an up- 
to-date method of merchandising his services. 





Charles A. Carson 

Charles A. Carson, head of Fox & Co., one of the large 
plumbing contracting concerns in Portland, Oregon, was 
found dead in his bed the morning of May 8, following an 
illness of less than three days. He had been at his desk 
in the business office of his company May 5, and at that 
time had complained of feeling slightly iil. 

Mr. Carson was in his 43rd year and had lived in Port- 
land almost all his life. When a boy he became an ap- 
prentice of his stepfather, Jay H. Fox, in the firm of Fox 
& Co., and when Mr. Fox died in 1915 took his place as 
active head of the firm. He is survived by his widow, and 
by his mother, Mrs. K. A. Fox, a sister and two brothers. 





L. H. Hamilton recently entered the plumbing and heat- 
ing business at 13 West Court street, Greenville, S. C., 
under the firm name of the Hamilton Plumbing Co. 
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Exhibitors at the Master Plumbers’ 
National Convention 


(Continued from Page 29) 


Booth Number Reserved by Address 

113 W. R. iughes Corp. Trenton, N. J. 

54 Humphrey Co. Kalamazoo, Mich. 

14 The Imperial Brass Chicago, Ill. 
Mfg. Co. 

3 Jenkins Bros. New York, N. Y. 

76 Johnson Mfg. Co. Detroit, Mich. 

50-51 The Josam Mfg. Co. Michigan City, Ind. 

65-66-67 Kewanee Boiler Corp. Kewanee, IIl. 

41-42-43-62-63-64 Kohler Co. Kohler, Wis. 

30-31 Thos. Maddock’s Sons Trenton, N. J. 
Co. 

118-119-146-147 J. L. Mott Co., Ine. Trenton, N. J. 

59-60-61 Mueller Co. Decatur, Ill. 

26-27 National’ Tube Co. Pittsburgh, Pa. 

20-21-22-33-34-35 N. O. Nelson Mfg. Co. Memphis, Tenn. 

12 The Nye Tool & Ma- Chicago, Ill. 
chine Works 

7-8 The Oster Mfg. Co. Cleveland, Ohio. 

46 Radiator Specialty Co. Charlotte, N. C. 

47 The Reliable Auto- New York, N. Y. 
matic Sprinkler Co., 
Ine. 

75 The Republic Brass Cleveland, Ohio. 
Co. 

104 The Ridge Tool Co. Elyria, Ohio. 

15 Ross Mfg. Co. Kansas City, Mo. 

13 Sanitary & Heating New York, N. Y. 


Ingineering 


109-110 J. A. Sexauer Mfg. Co. New York, N. Y. 

98 Sloan Valve Co. Chicago, Ill. 

52 Speakman Co. Wilmington, Del. 

71-72-73-84-85-86 Standard Sanitary Mfg. Pittsburgh, Pa. 
Co. 

114 Taco Heaters, Inc. New York, N. Y. 

53 The Toledo Pipe Toledo, Ohio. 
Threading Machine 
Co. 

90-91 The Trenton Potteries Trenton, N. J. 
Co. 

56 United States Sanitary Pittsburgh, Pa. 
Mfg. Co. 

111 Walworth Co. Boston, Mass. 

121 Wheeling Steel Corpo- Wheeling, W. Va. 
ration 

23-24 Wolverine Brass Grand Rapids, Mich. 
Works 

93-94 Woodward-Wanger Co. Philadelphia, Pa. 

101-102 ‘“X”’ Laboratories New York, N. Y. 

Complimentary Booths 

112 Memphis Association of Master Plumbers. 

125-130-135-140 Plumbing & Heating Industries’ Bureau. 

132 Women’s Auxiliary, N. A. M. P. 

133 Carnegie Institute of Technology. 

134 Lane Technical High School. 


161-165 National Apprenticeship Committee. 





SPRINGFIELD, MO., ASSOCIATION ELECTS OFFICERS 

The Association of Master Plumbers and Heating Con- 
tractors of Springfield, Mo., met in the association’s offices 
on a recent evening and elected C. D. Dunlap presi- 
dent of the organization for the ensuing year. Other 
officers elected were: R. H. Drussa, vice president; J. H. 
Boyd, secretary; C. E. Cook, treasurer; G. A. Wood, A. B. 
Utley and H. J. Schuerer, members of the board of direc- 
tors. 





Clyde C. Cole, formerly of Mawe & Cole, Weehawken, 
N. J., announces the dissolution of that plumbing and 
heating firm. Mr. Cole will continue in the business, 
making his headquarters at 9 Fifth street, in that city. 





Fred C. Denney and E. J. Bissler have acquired interests 
in F. J. Ball & Co., plumbing and heating contractors at 
167 East Main street, Alliance, Ohio. 
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RICHMOND PRODUCTS 
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Isn’t It True? 


that long after price is 
forgotten you remember 


“Richmond” Products by 


1 Clean-cut, salable 
castings 


2 Complete, quick 
shipments, and 


3 Transactions han- 
dled to your entire 
satisfaction 7 
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Remember, next time 


“A DEPENDABLE 
SOURCE OF SUPPLY” 


ICHMOND 


FOUNDRY & MANUFACTURING CO Inc. 


' 7 RICHMOND, VIRGINIA 
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“A DEPENDABLE SOURCE OF SUPPLY” 
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MK AINER, PRESSURE 
GOVERNOR. 


FOR HOT WATER HEATING SYSTEMS 
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Are you looking for a positive profit 

_ producer that will enable you to fix 
your name firmly with the owners of every 
hot water heating plant in your community? 


(( The Kainer Pressure Governor will 
open up those many new avenues to 
big profits that you have been looking for. 


It will provide your customers’ hot 

water heating plants with safe, simple 
and positive pressure reducing and relief 
service, without the use of a costly expan- 
sion tank. 


A typical installation of the Kainer 
Pressure Governor is given on the dia- 
gram on this page showing the simplicity of 
a Kainer Governor layout. The governor is 


placed at about the height of the boiler— 
convenient for inspection. The filter and 
reducing unit is connected to the water 
supply line; the relief unit to the return 
main. Either valve unit can be completely 
dismounted for inspection in a few seconds’ 
time by simply removing the bonnet. 


The pressure reducing unit filters and 

controls the water supply; the relief 
unit safeguards the heating system against 
excessive pressure due to expansion. 


The entire governor is constructed of 
bronze—it is rust-proof, scale-proof and 
service-proof. 
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A sectional view of the Kainer Pressure Governor showing 


j its simple construction and illustrating the 


Kainer Bellows Diaphragm. 


(( The Kainer Bellows Diaphragm which 
is used on both units is also shown on 
this page. The bellows diaphragm is ex- 
tremely sensitive, responding instantly to 
the slightest changes in pressure. It will be 
found only on the Kainer Pressure Governor. 


Why not let us send you the full details 
of the Kainer Governor—now? 




















Manufacturers of Plumbing and Heating Specialties 
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Heating Homes in 1976 


‘k THOSE who keep a close watch on the develop- 
ment of mechanical and automatic equipment in the 
home, the future is filled with boundless possibili- 
ties. In years to come our descendants will look back 
on the ‘“‘uncouth’’ days of 1928 when people lived in a 
semi-civilized manner, breathing ordinary smoky and dirty 
air, drinking common ordinary water, taking the atmos- 
phere wet, dry, hot, cold, clear or cloudy as the weather 
happened to decree. 

‘‘Why, back in 1928,’’ they will say, ‘‘people were run- 
ning their own heating systems in practically every house; 
they were breathing any kind of air they happened to 
get, drinking any kind of water which came from the 
faucet. Of course they had electric lights, but think of 
the coal and gas, the kitchen stoves, the lack of ventila- 
tion, no effort at getting the right degree of humidity! 
They baked in summer and froze in winter.’’ 


Well, here is what might happen to be the regular 
routine of the average house owner in 1976. First, he 
will probably have a family airship or two or three, just 
as he has an automobile in 1928. The roof of his home 
will likely be flat to provide a landing place and hangar 
for his aerial bus. 

His house will be built either entirely of some new ma- 
terial of high heat and weather resistance or he will use 
present materials with the addition of insulation which 
will give him practically the same result. His windows 
will be constructed of an unbreakable glass with the 
property of passing all of the rays of the sun without 
hindrance. The heat transmission through his windows 
will be greatly reduced over the present glass. 

He will cook by electricity or eat in one of the new 
super-restaurants which will make house-to-house deliv- 
eries on an endless belt conveyor. 


He will be provided with an automatic dishwasher and 
dish dryer. He will have an automatic washing machine, 
dryer and ironer so that a motor can be turned on and a 
soiled garment put at one end and delivered washed and 
dried at the other in a period of about 10 minutes. 

He will have an apparatus in the cellar which will take 
air from the roof, clean, purify and properly humidify it, 
and deliver a proper amount of this air to each room. He 
will get his heat by the purchase of steam or hot water 
delivered through a pipe in the same manner that gas 
and electricity are now purchased, or he may use radiant 
electric heaters or panel warming. 

He will have his home automatically controlled so he 
can go away a day, a week, or a month and return to find 
his thermometer has not moved off the 70 degree F. mark 
all the time he has been away. 

His air will not only be purified but will have that 
mysterious element added which, up to date, has baffled 
all the air experts. He will always feel full of pep like a 
small boy on a bright spring morning on this account. 
There will be no radiators or other heating means visible 
except perhaps a few artistically designed grilles. 

He will be automatically called every morning and his 
bed will fold up and disappear into a closet as soon as he 
presses a button. A> second button will cause it to re- 
appear with fresh linen and neatly made. 

But in spite of all this he will be just as unhappy and 
dissatisfied as his ancestor who lived in 1928: perhaps 
even more so, because he will have more leisure in which 
to think about his troubles and to grumble at the high 
cost of living. 

And just think what an awful slam it will be when the 
apparatus occasionally goes on the blink and he has to 
do something for himself! Can you imagine it? 
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Sell a Crane Water System 
to one farmer 


Others will follow 


r your neighborhood there is always one farmer 
ready to use the equipment and the methods 
which make for prosperity. Lose no time in getting 
him interested in a Crane Water System. Show 
him how easily it can be installed; : 
what comforts, health, and profits 
it will bring. Thus you can make 
his farm a demonstration farm 
for the entire neighborhood; and 
a ripe, lucrative market will be 
opened to you. Write for full 
information and sales data on de- 
pendable Crane systems. 


Crane Shallow Well System. 200 gallons 


an hour capacity. 42 gallon tank. 
1/6. p. Complete, f.0.b. factory $120 


CRANE 


836 S. MICHIGAN AVE., CHICAGO 


Branches in all principal cities 











in artistic design. McKeesport Radiators 
meet the most exacting requirements of 
owner and contractor altke. 

THE COLUMBIA RADIATOR COMPANY 


MCKEESPORT, PENNA. 
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EKAD™~ ITS STORY AND ITS USES 


No. 10 in a Series of Picture Stories Describing Lead and its Uses in Plumbing and Sanitation 
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The work of the own of artistry in plumbing is here sharply con- 
trasted with a le of modern lead ulate whose claim for recognition is that of utility. Note at the top the lead fountain 


of artistic design and the lead pipe, each length joined by a lead band. This fountain was made in 1582 A. D. 
The lead lined, flanged pipe, bends and fittings shown at the bottom contribute to science instead of art 


. They are the 
outcome of this century of industrial chemistry. Lead lined pipe is serviceable in carrying liquid chemicals, salt water, acids 
and other corrosive products. 


The picture at the upper right shows an ornamental casing made of sheet lead to cover soil and vent stacks on a mansion 
in England, at the left, soil or vent pipes fixed on the outside of of a governmental building in orig of the capitals o of Europes . 
“58 
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Letters to the Editor 


RECOMMENDS EMPLOYMENT OF AN AUDITOR 
To the Editor:— 

Relative to the article in your issue of March 24th 
entitled ‘“‘Your Financial Statement,’ I sum the matter 
up with the thought that you cannot spend money and 
save it at the same time. 

Your article depicts the necessity of a person carefully 
studying his monthly statement. If those engaged in 
the plumbing and heating business would secure the 
services of a good auditor and then study his reports, 
they will be surprised to discover how much money they 
are donating to certain branches of their businesses that 
they assumed were profitable. 

We were doing a nice business each year and never 
really paid much attention to our books, devoting most 
of our time to securing work and seeing that it was 
properly executed. This condition ran along for some 
time before we realized that for some reason we were 
not making a sufficient profit. However, like most men 
entering the plumbing and heating business we were 
mechanics and not accountants, and, naturally, our knowl- 
edge of bookkeeping was very limited. 

We realize now that we should have engaged a first 
class auditor to begin with, but instead we employed a first 
class bookkeeper and paid him $60 per week. The year 
we kept him was marked with blunders and slipshod 
methods on his part, and our books were in no better 
shape than they had been. We then engaged a real auditor 
to put things in shape. The results were remarkable and 
really beyond all expectations. We learned we were pay- 
ing a terrible price for certain items, because of the fact 
that the books were wrong. As a result, the office ex- 
pense was cut 60 per cent and girls were hired to take 
care of the new system. 

We now know just which branch of the business is pay- 
ing and which is losing money, and the reason. The 
remedy is easy. We receive a statement on the tenth of 
each month and a thorough study of it is made with the 
auditor. It is really surprising to learn how we are con- 
tinually cutting down on various expenses. Our business 
is grouped into -jobbing, home appliance, plumbing and 
heating, and extreme care is exercised in determining the 
net profit on each group, so that each month it is easy 
to tell at a glance what kind of business to encourage. 

The matter of collections is as old as the hills. The 
business man should remember that credit is a convenience 
to the customer and the latter should not be permitted to 
violate it. We collect our bills before we do any work, 
that is, we satisfy ourselves that the prospective customer 
will pay us in due time. 

The matter of turnover is really simple and, if the 
rules of limited buying are adhered to, will solve itself. 
There was a time when the plumber loaded up on material 
in order to take advantage of the extra discount and 
future dating. He soon learned, however, that he carried 
the stock on his shelves long after the date of payment. 

Your article is very good and should be read by every- 
one in the plumbing and heating business. The sad part 
is, however, that the average plumber will not attempt to 
rectify his condition until he is forced through circum- 
stances to make the necessary changes. 

Lake Forest, IIl. H. T. Strenger. 





H. K. Thomas, one of the oldest master plumbers in 
the state of Indiana, died at his home in Vincennes, on 
May 4. Mr. Thomas was in his 80th year and had con- 
ducted a plumbing and heating shop in Vincennes since 
1893. He had a large number of friends among the trade 
in his home city and in various parts of the state. 














Not merely a new sugar coating for an old pill. 
A company justly celebrated for its original con- 
struction triumphs now introduces a new line in 
which mechanical perfection is matched by sheer 
beauty of ultra modern design. First showing at 
Memphis! 
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View below illustrates the high convection 
feature. Arrows indicate air travei. Note 
absence of any impediments to free air 

circulation. A 
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Shaw-Perkins 
HIGH CONVECTION 


Radiators 


ADE in low, narrow, jointless units, as long 
as 14 feet, for steam and hot water heat- 
ing, cooling, drying and industrial application. 


Shaw-Perkins High Convection Radiators are light 
in weight, heat and cool quickly, save space, are abso- 
lutely sanitary, and are unusually adaptable. They 
represent an advanced design in Shaw-Perkins stand- 
ard oval tube radiation, which contains original and 
valuable features found only in this distinctive type 
of heating surface. Get the full story of this 
modern radiator. Send for catalog ‘‘D’’. 


Pilisburgh , Pa. 


Shaw-Perkins \fanufacturing (ompany 
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O ONE questions the practicality of 
the telephone. It is found wherever a 
quick and economical means of com: 
munication is needed. And yet the telephone’s 
eficiency depends almost entirely upon careful 
operation by the user. 

















Among plumbers, the practicality of Sloan Royal 
Flush Valves is universally accepted. They have 
been in practical use for over twenty-one years. 
They cannot be held open to waste water, nor 
operated to deliver an insufficient amount. Clos- 
ing action is automatic and entirely out of the 
hands of the operator. 


ROYAL FLUSH VALVES 


SLOAN VALVE COMPANY 


. &8&icA @& © 


Denver, Colo. ndianapolis, Ind. 














I 
Albany, N. Y. Buffalo, N. Y. Des Moines, lowa Kansas City, Mo. Minnea Minn. Oklahoma City, Okla. Seattle, Was 
Atlanta, Ga. Butte, Mont. Detroit, Mich. Los Angel "Tenn Cal. N lashvi Ne, Tenn, Philadelphia Pa, St. Louis Mo. 
Baltimore, Md. Cincinnati, Ohio Durham, Conn. ’ Sg lewark We Pittsburgh, Pa. Syracuse, N. Y. 
Birmingham, Ala. Cleveland, "Ohio Fort Wayne, Ind. New 7: Richmond, Va. Ten a, Fla. 
Boston, Mass. Dallas, Tex. Grand Rapids, Mich. Milwonkes Wis. New York City, “N. Y. San Francisco, Cal. Warkininen, D.C. 








Mention Domestic ENGINEERING when writing advertisers. 
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BUSINESS REPORTS FROM LARGE JOBBING CENTERS 








Turnover Nears Seasonable Pace 


EPORTS from the large jobbing centers of the country indicate that demand for plumbing and heat- 

ing materials varied little during the past seven days over that which prevailed in the preceding 
weekly period. While business over practically the entire country ts considerably better than it was early 
in April, and also somewhat better than when the present month opened, there is still room for improve- 
ment before the pace that has come to be expected at this season of year is arrived at, according to sellers. 
While the trend is upward, demand for plumbing and heating materials falters from time to time, so that 
a moderate upturn is reported by some wholesalers, while others state that their rate of turnover is still 
spotty. Although the record of building and engineering contract’ awarded during the first four months of 


this year was 6 per cent ahead of the record for the corresponding period of 1927, this has not as yet been 


reflected in the calls for plumbing and heating materials. 

Stocks at most manufacturing sources of supply are ample. Contractors are able to secure practically 
all items from jobbers as wanted. During the week several brass pipe manufacturers advanced their prices 
to wholesalers one-quarter of a cent a pound. According to the Department of Commerce, March ship- 
ments of round boilers, in thousands of pounds, were 10,407, compared with 15,864 for March, 1927: March 
shipments of square boilers amounted to 16,474, compared with 13,132 for the same month of last year. 
March shipments of radiators, in thousands of square feet of heating surface, were 7,994, compared with 


8,965 in March, 1927. 


NEW. YORK 


Volumes Vary Among Sellers— 


Interviews with manufacturers’ branch managers and 
salesmen, with wholesalers and with plumbing and heat- 
ing contractors about market conditions in the New York 
City area produce a divergence of opinion. One seller, for 
instance, will state that the year to date has exceeded the 
corresponding period in 1927, with the volume of goods 
sold or installed greater than last year and profits equal 
to or exceeding those in 1927. Another may agree on the 
volume and report smaller profits, while a third may have 
had a reduction in both. Wholesalers, especially, fail to 
agree on the quality of the business they are doing. How- 
ever, the majority seem to feel that the volume of goods 
being turned over to plumbing and heating contractors at 
the present time is no inconsiderable one. 

The price situation, from the wholesale standpoint, is 
still unsatisfactory, according to reports. Prices from the 
manufacturer vary, according to the product in question. 
In soil pipe, for instance, there is a decided range in pub- 
lished prices. Firm quotations are reported on steel and 
wrought iron pipe, this also being true of range boilers, 
and to a lesser degree, of enameled ware and pottery. 
Figures on boilers and radiators are said to be firming 
slightly, and a one-quarter cent increase on brass pipe was 
recently made by makers. 

Wholesale stocks also vary, in most instances the inven- 
tories being comparatively low on most items, the excep- 
tions being where jobbers took advantage of a chance to 
cover before price increases went into effect. Contractors, 
though, can secure most items as wanted. 


Soil Pipe 
Price conditions continue to absorb the major portion 
of the interest devoted to this product. One of the larger 
interests is still maintaining the lowest figure. Demand 
is another question on which makers do not agree. Most 
agree, however, that there is a fairly active call for pipe 
ordered some time ago. 


Steel Pipe 

There are comparatively few new specifications being 
received by mills. The, average wholesaler has a large 
stock of steel pipe on hand, purchased before the recent 
increase in price, and is not doing a heavy enough busi- 
ness to reduce these inventories materially. Manufac- 
turers, however, state that the business shipped for the 
year to date is in most cases quite satisfactory. Mill prices 
are unchanged. 

Wrought Iron Pipe 

Business reaching mills appears to be fair, with prac- 
tically all of the orders received being for small amounts 
and usually calling for immediate shipment. Mills have 
adopted the policy of keeping enough standard sizes and 
lengths on hand at points of shipment to insure custom- 
ers having average cars rolling to them within three days 
after the placement of an order. Prices from manufac- 
turers are firm. 

Enameled Ware 

There is a comparatively small amount of new business 
being placed with makers, it is said, but still factories’ 
shipping departments are busy, as a great many whole- 
salers are asking for shipments against old orders. Pro- 
ducers’ stocks appear to be in better condition than those 
belonging to wholesalers, and few delays in shipments are 
reported. 
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Pottery — 

There is not much new to report in this market. Con- 
ditions show little change from week to week, with small 
lot buying accounting for the great bulk of the staple 
business enjoyed by potters. Salesmen profess to see con- 
siderable business for the type of ware used in large 
jobs in the offing, with prospects a little better than fair. 
No price changes were announced by potters during the 
week. Shipments are not being delayed. 

Plumbers’ Brass Goods 

Reports from manufacturers differ, especially those 
from makers whose principal business is the production of 
cast brass. One of the liatter states he is doing an excel- 
lent business, but that he is having trouble in making 
deliveries on some staple items. Some competitors give 
less optimistic reports. One tubular manufacturer finds 
demand a little better than good, while another states 
demand is rather quiet. Prices are reported fairly firm. 


Range Boilers 

New business for range boilers is not coming in to any 
extent, as the average wholesaler has good stocks, built 
up before the last price increase. There are still some 
shipments being made against old contracts, but sugh new 
sales as are being made are chiefly at the new prices, it is 
reported. In general, makers are shipping promptly. 

Boilers and Radiators | 

Some sources of supply believe that the demand for 
boilers and radiators is picking up a trifle, and some also 
think that prices are a little stronger than they have been. 
Most wholesalers have good inventories. Deliveries can 
be made promptly in practically all cases. 


Fittings ~ 

Wholesale houses generally in this territory do not seem 
to be in the market for fittings definitely, some reporting 
that their bins boast of a rather substantial, well assorted 
stock. Plumbing and heating contractors are requiring 
most all types at a rate that is gradually mounting, but 
the increase in demand is not by any means steady. De- 
liveries are made satisfactorily from the plants of manu- 
facturers. Producers did not change their prices during 
the week. | 


CENTRAL WEST 


Wholesaler’s Turnover is Fair— 


Despite the fact that building reports for this area 
indicate that construction is at a lively pace, the same can 
not be said to be true of the movement of plumbing and 
heating materials into consumption. New construction 
started in the Central West during April amounted to 
$187,232,000, according to F. W. Dodge Corporation. The 
above figure was the largest April contract total ever re- 
corded in this district. There was an increase of 7 per 
cent over the March, 1928, record, as well as an increase 
of 13 per cent over the April, 1927, total. The awarding 
of a contract for an office building to be built in Chicago 
at a cost of $10,000,000 helped to swell the month’s rec- 
ord. Last month’s record brought the total amount of 
new building and engineering work started in this district 
since the first of the year up to $630,216,000, which was 
-an increase of 19 per cent over the amount started in the 
first four months of 1927. 

As indicated in the above report, a part of this con- 
struction is for engineering projects, where in many in- 
stances little plumbing and heating material is used. 
Nevertheless, it can safely be said that the amount of con- 
struction requiring plumbing and heating materials at 





May 26, 1928 


least compares closely with that for the corresponding 
period of last year. And, while not a few wholesalers 
report a falling off in their volume so far this year com- 
pared with 1927, it is felt by many students of the market 
that the betterment to demand that has been apparent. 
during the last few weeks will gradually bring volumes to 
a plane more closely in line with those of last year. There 
was little change in the quantities of goods that moved 
into consumption during the week over the week before. 
Most manufacturers are making prompt deliveries. Whole- 
salers, also, can supply their customers promptly. 
Soil Pipe 
Various manufacturers are still quoting prices that 
range considerably. Most wholesalers have good-sized 
stocks or a good tonnage on order, and, as a result, new 
business reaching foundries is light. Master plumber de- 
mand is slightly better than a few weeks back, still it is 
not heavy. No difficulty is encountered in securing prompt 
shipments from makers. Wholesalers can supply their 
customers promptly. 
Steel Pipe 
New orders from plumbing and heating jobbers did not 
reach mills in heavy volume during the week, as most 
distributors have sufficient supplies to take care of their 
requirements for some time ahead. Contractor demand, 
according to some reports, has shown some improvement 
in the last several weeks. Mill prices were unchanged dur- 
ing the week. 
i Wrought Iron Pipe 
Little change was apparent in the tonnage that reached 
wrought iron pipe mills during the week, compared with 
the previous seven-day period. A number of jobbers in 
this territory find that demand from contractors is show- 
ing signs of improvement, and it is stated that tonnage 
moving into consumption is better than in the latter part 
of last month. Mills are delivering promptly and prices 
are unchanged. : : 
Fittings 
No developments of note marked the fittings market 
during the week covered by this report. Wholesalers in 
general have enough fittings in their bins to supply the 
needs of their trade without calling on manufacturers for 
additional material. It is reported that manufacturers 
have gone a long way toward cleaning up business ac- 
cepted prior to the last price advance. Manufacturers’ 
prices are unchanged. 
Enameled Ware 
Although business reaching wholesalers continues to be 
irregular from one day to the next, distributors state that 
demand from contractors has been showing signs of bet- 
terment of late and that the aggregate volume for the 
past week was fairly satisfactory for this season of year. 
Wholesalers are in a position to grant immediate deliv- 
eries on practically all items. Manufacturers, also, are 
shipping without delay. Factory prices are unchanged. 
Pottery 
Some potters’ representatives covering this territory 
state that business has improved slightly since the first 
of the month, although any change is not great. The 
heavy shipments by manufacturers of staple items during 
the month of March indicate wholesalers have ample 
stocks and can grant prompt deliveries of this type of ma- 
terial. Makers are in a position to ship staples without 
delay. Potters’ prices are unchanged. | 
Plumbers’ Brass Goods 
Wholesalers in general have fairly good stocks of both 
cast and tubular brass goods and contractors are experi- 
encing little or no delay in securing material. About 
the same volume of business maintained among manufac- 
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turers during the week as during the preceding seven-day 
period. The delivery service of some tubular makers is 
reported to have improved in this district. Manufacturers 
advanced prices of brass pipe about one-quarter of a cent 
a pound during the week. 
Range Boilers 

The range boiler market continues along close to the 
same lines as during the past several weeks. Manufac- 
turers are delivering boilers ordered at the previous sheet, 
and little new business is reaching factories. Prompt 
deliveries are available at sources of supply. Makers’ 
prices did not change during the week. 

Boilers and Radiators 

A slight improvement was noted by some makers in 
this district in business for immediate shipment. How- 
ever, the bulk of tonnage reaching makers is marked for 
delivery later in the year. From a general standpoint, 
makers state that business is fairly good for this time of 
year, when both the immediate and future business re- 
corded by jobbers is considered. Makers’ prices are un- 
changed. 


MIDDLE ATLANTIC 


Business Falls Short of Last 
Year’ s— | 


While business thus far this month has been and is 
much better than it was in April, there is still much to be 
expected of it in the Middle Atlantic territory, in the 
opinion of most sellers. This, according to some manu- 
facturers and jobbers, is based on the volumes of trading 
they have come to expect because of the activity experi- 
enced during the past several years. Even though the 
trend is upward, demand for plumbing and heating mate- 
rials falters from time to time so that a moderate upturn 
is reported by some wholesalers, while others insist that 
their rate of turnover is still so spotty that they see no 
improvement that is in any way defined. Jobbers’ prices 
are better maintained than they were a year ago, at least 
to the extent that neither concessions nor credits are given 
promiscuously. Manufacturers of most commodities, also, 
seem -to be showing a disposition to hold prices. 

Practically all recent moves in the market where prices 
are involved have been in the direction of greater strength. 
Manufacturers’ prices of brass pipe advanced one-quarter 
cent per pound. 

With their stocks, generally speaking, adequate, jobbers 
are maintaining them at a reduced working level and are 
depending more or less on frequent replacement ship- 
ments. 
: Soil Pipe 

As yet it is not clearly apparent that the step taken by 
some manufacturers of withdrawing sheets, and in the 
instance of others advancing prices, has created any busi- 
ness beyond the quantities that have for some weeks con- 
stituted the trading in this territory. Master plumbers’ 
requirements did not broaden during the week and con- 
tinue to be below what they were last year at this time. 
No delivery curtailments have been reported. 

Steel Pipe 

Steel pipe is not in heavy demand, but buyers for whole- 
sale houses are absorbing tonnage booked early in April 
with a semblance of regularity that is fairly substantial. 
Plumbing and heating contractors are consuming pipe at a 
rate that does not reach beyond a similar point. Prices 
from manufacturing sources are unchanged. Deliveries 
are marked by promptness, 
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Wrought Iron Pipe 
Even though jobbers’ stocks are far from being heavy, 
they are well enough equipped to handle the out of stock 
business that is reaching them at a moderate rate. Stocks 
at the sources of manufacture are ample for the prompt 
handling of orders. Mills have not changed prices. 


Enameled Ware 

The enameled ware market witnessed little change dur- 
ing the week from the spottiness that has marked it for 
some time where demand is concerned. Most wholesale 
houses have good stocks of ware, but in few, if any, in- 
stances are they overabundantly supplied. Master plumb- 
ers changed but little from the buying attitude which is 
accounting for fair quantities of ware. Manufacturers 
have made no change in prices. 


Pottery 

Demand for pottery does not seem to have changed 
during the seven days which have passed since the last 
report for this area appearing in these columns. Jobbers 
are rather well stocked, at least with wash-down bowls 
and tanks. Master plumbers’ requirements continue to 
be small as compared with what they were a year ago. 
Manufacturers’ prices remain undisturbed. Deliveries are 
forwarded without delay. 


Plumbers’ Brass Goods 

Trading in the brass goods market did not loom be- 
yond the rate that has obtained for the past few weeks, 
and the calls of plumbing contractors continue to account 
for irregular quantities that total moderately good. The 
volume of sales made by manufacturers does not reach to 
the levels that held a year ago. Shipments are going out 
from factories with satisfactory promptness. Manufac- 
turers’ prices have not been changed. 


Range Boilers 

Little new range boiler business is being placed at this 
time, but any that does trickle through is at prices called 
for in the last sheet, according to reports. Many of the 
jobbers are still taking out boilers on old orders, as their 
stocks require replenishing. Range boilers may be had 
as they are wanted. Makers’ prices remain at the level 
established some months ago. 


Boilers and Radiators 

In some manufacturing quarters the week just past 
gave a better account of itself where incoming business 
was concerned, but there was nothing to indicate whether 
it was the beginning of better business generally or only 
a temporary spurt in buying. Heating contractors do not 
seem to be any busier than they have been. The price 
situation where manufacturers are involved remains un- 
disturbed. 

Fittings 

While shipments of malleable, cast iron screwed and 
flanged fittings from the sources of manufacture are a 
little better, nothing in the way of improvement in demand 
is reported. The stocks of wholesalers, though, seem to be 
giving evidence that the demand from piping contractors 
points toward a better trend. Manufacturers reported no 
price changes. Shipments are in no way curtailed. 





E. A. Emanuelson, formerly of 120 Atlantic street, Nor- 
folk, Va., has just moved into his new office and display 
room at 726 Boush street, in that city. 

The James Ballantyne Co., Ltd., Montreal, Quebec, 
Canada, has just received the contract for the installation 
of plumbing, heating and ventilating systems in the new 
C. P..R. Royal York hotel in Toronto. The contract 
amounts to over one million dollars. This is a 27-story 
building and it will have more than 1,000 rooms with bath. 
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NEW ENGLAND 


Spottiness Is Less Apparent— 


The past wtek’s activities in the plumbing and heating 
field appeared of a steadier nature than those which have 
characterized April and early May. A number of whole- 
salers have found more snap to business and there is also 
noted in plumbing and heating contractors’ statements an 
added tone of optimism. While developments in con- 
sumption and supply mediums do not approach the levels 
which were recorded during the similar period of last 
year, contracts are being closed in larger number and 
more ground is being broken for new construction than 
was the case a month ago. 

From manufacturers’ standpoints, business continues at 
the seasonally satisfactory pace which has obtained during 
the month thus far. Producers of finishing materials are 
especially energetic in their efforts to make orders out of 
the estimates which they had previously submitted in 


The Stock Market 


Quotations furnished by Frazier Jelke & Co., Chicago 








Par 1928 
Value High Low Quotations of May 18, 1928 * Bid Asked Last 
25 152%{ 130% American Radiator Co.,com................. A 142 142% 142 
100 152 141 American Radiator Co., pfd..:.............. A 152 152% 152 
50 74% 5334 Anaconda Copper Mining Co................ A 69 6914 69% 
NP 49 27% Brunswick-Balke-Collender Co...............A 46 464% 46 
NP 117% 90% A.M. Byers Co.,com................... A&F 101 101% 101% 
100 112 10854 A.M. Byers Co., pfd...................4&F 1 111% 111% 
100 140 137 Century Electric Co., com...................@ 135 137 135 
100 106 101 Century Electric Co., pfd.................... G 102 104 8 102 
50 6 4% Cnicago Nipple Mfg. Co.,“A”.............. B 5% 534 5% 
5 3 2 Chicago Nipple Mfg. Co.,“*B’’.............. oe 2, 2% 
25 47% 45 Crane Company, com.......................C 46 46% 46 
100 121 119 Crane Company, pfd........................ Cm Ww wi 
100 (94 91 Detroit Brass & Malleable Works............D 92 94 92 
100 110 105 § The John Douglas Co.;pfd..................1 105 108 105 
20 «23 17 Eagle-Picher Lead Co......................-1 17% 18 174% 
NP 50 3214 Fairbanks, Morse & Co.,com................A 42 42%, 42% 
100 115 104 Fairbanks, Morse & Co., pfd................. A 112 112% 112 
NP 134 111% Johns-Manville Corp....................... B 126% 126% 126% 
100 160 150 Jones & Laughlin, com....................++- ee <. aiees 160 
100 123 120% Jones & Laughlin, pfa.....-.................F 120% 122 121 
NP 44 32 F. E. Meyers Bros. & Co...................-H 41 42 41 
10 «21 20 Michigan Copper & Brass Co................D 19 21 20 
NP 45 30 Minneapolis-Honeywell Regulator Co......... C 40 41 40 
100 136 123 National Lead Co.,com....................-A 126% 126% 126% 
100 147% 139 National Lead Co., pfd......................A 147% 147% 147% 
NP 40% 29 # National Radiator Corp..................... B 28% 29 284% 
100 108 Sa ino oic conn cose viecvestcate S ia 106 
NP 100 92 Ohio Brass Co.,“B”........................H 94% 94% 94% 
100 101 100 Penberthy Injector Co., pfd................. D 100 101 100 
25 26 3 Pierce, B. & P. Mfg. Corp., com.............. ce 8 3 
100 «95 25 Pierce, B. & P. Mfg. Corp., pfd.....-........ U 2 35 25 
NP 27 19%, Richmond Radiator Co.,com................B 20 21 20% 
NP 393%, 36 Richmond Radiator Co., pfd.................B 36% 374% 37 
100 «(53 ee ES ree re U 49 51 49 
25 3934 3314 Standard San. Mfg. Co.,com................ F 39% 40 3914 
100 125 115 Standard Sap. Mfg. Co., pfd................. F 125 135 125 
100 «45 45 Trenton Potteries Co.,com..................U 45 55 45 
100 95 95 Trenton Potteries Co., pfd................... U 95 105 95 
100 300 190% U.S. Cast Iron P. & F. Co., com............. A 259 259% 259 
100 137 1145 U.S. Cast Iron P. & F. Co., pfd............. A 130% 130% 130% 
NP 46 38 U. 8. Radiator Corp., com...................D 39 41 40 
100 106 103 U.S. Radiator Corp., pfd................... Ss ase 103 
100 63% 40 rr ee - oucueeicalmeben A 43 43% 43% 
100 108% 76% U.S. Rubber Co., pfd....................... A 76% 77 76% 
100 154 137% U.58. Steel Corp., com...................4-- A 145% 146 14534 
100 147% 188% U.S. Steel Corp., pfd....................4.. A 144% 144% 144% 
NP 19 15% Walworth Company.................---0-- A 17% 17% 17% 
NP 10 6% Williams Oil-O-Matie Htg. Corp............. C 8% 8% 8% 
NP 106% 854% Youngstown Sheet & Tube Co............... A 8&8 88144 88% 
*Where listed— 
A—New York Stock Exchange F—Pittsburgh Stock Exchange 
B—New York Curb Exchange G—St. Louis Stock Exchange 
C—Chicago Stock Exchange H—Cleveland Stock Exchange 
D—Detroit Stock Exchange I—Cineinnati Stock Exchange 
E—Boston Stock Exchange U—Unlisted Stocks 





creased considerably during the last fortnight. 
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The Metal Market 


Average Average Average 


May 22 Apr., 1928 Feb., 1928 1927 
PIG IRON— 
No. 2 foundry, Chicago, 
ee. i... oi ae nds owe $18.00 $18.50 $18.50 $19.66 
PLATES AND SHEETS— : 
Steel boiler plates, Pitts- 
ere OOF IB. . dks vce 1.85c 1.85c 1.85¢c 1.830 
Blue annealed sheets, No. 
10, Pittsburgh, per lb. 1.90c 2.05c 2.10c 2.20c 
Black sheets, No. 24, 
Pittsburgh, per Ib.... 2.70c 2.75¢c 2.85¢ 2.9l¢e 
TIN— 
ee: Se cuwes bhovees 51%c 
LEAD— 
Gane a eae oss Ghee 6.00c 
The Old Metal Market 
Dealers’ Buying Prices 
Per lb. Per Ib. 
Aluminum clippings....18 « Copper, light .......... 10 ¢ 
CO re oe 46%c Copper, uncrucibled 
i Ce i ee wi een 6%c I asc b weavers chan 11l%e 
Brass, heavy mixed.... 7%c Faucets and valves.....9 @ 
es BOG cewwkccvcccbe 10 ¢ Lead, Heavy ....ccecee 5.50c 
Copper, crucible .......11%6 Solder joints ...... sees 9%OC 


NOTE: Prices are those quoted on Tuesday of this week. 





Actual receipts of this nature have in- 
Makers’ 
representatives state that jobbers’ orders are coming in 
more frequently and that the value of the average order 
mounts a little higher as the weeks pass. Production 
schedules continue to be well sustained and supplies at 
sourees are ample for the present requirements of the 
wholesale trade. 


large number: 


Soil Pipe 
Developments which are now coming to a head have 
been responsible for the better interest shown by plumb- 
ing contractors. Wholesalers report a steady increase in 
their disposals of soil pipe. Stocks at sources and at dis- 
tributing points are ample for immediate needs. No price 
changes were announced by makers during the week. 


Steel Pipe 

Steel pipe shipments from mills are proportionate with 
those which were effected during May, 1927, according 
to several manufacturers’ representatives. Amelioration 
of contractor demand has been apparent in the past sev- 
eral weeks in that distributors have experienced better 
disposals of this commodity. Future delivery orders are 
not of large proportions. Mills are in position to ship 
as requested. 

’ Wrought Iron Pipe 

Distributors are not committing themselves in any large 
way as to their future requirements. Installations of 
wrought iron pipe are fairly good for this time of year, 
but no immediate step-ups are noted in movements from 
jobbing points. Mill salesmen state that future opera- 
tions are occupying a large part of their time. The even 
price trend, carried through since 1923 by both manu- 
facturers and wholesalers, has not been departed from. 
Deliveries are prompt. 

Fittings 

Most jobbers are sufficiently stocked in cast iron, 
malleable and brass fittings to satisfy whatever demand 
from their trade might be exemplified within the coming 
several weeks. According to makers of all classes of 
fittings, there are no large orders being received from 
wholesalers. Factories have accumulated sufficient - re- 
serves to warrant quick deliveries. No price changes were 
reported by makers. 

(Continued on Page 73) 
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Be Sure It’s H. OO. CANFIELD CO., Rubber Goods 











Insist on the fittings 
you buy being Canfield 
equipped. In sink plugs, 
bi-transit wastes, duplex 
strainers or any other 
installation where rub- 
ber washers go between 
the fitting and the fix- 
ture, be positive that the 
manufacturer furnishes 
H. O. Canfield Rubber 
Washers. Ask him for 
them by name and get 
what you ask for. 


HO(4REIELD 


BRIDGEPORT CONN. 
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A$600.000.000 Waste) 


Are you responsible for a part of it? 


The annual loss in the United 
States due to rust is estimated at 
$600,000,000. This figure is appal- 
ling— particularly when you realize 
that much of the loss is preventable 
by using equipment made from cop- 
per and its alloys. 









Penberthy Automatic Cellar Drainer 

































Do you contribute to this waste by 
installing equipment that can rust— 
for service where it is constantly ex- 
posed to dampness? 





Penberthy Automatic Electric Sump 
Pumps and Penberthy Automatic 
Cellar Drainers cannot rust, because 
they are constructed of copper, brass 

and bronze throughout, Plumbing con- 
tractors who install them keep their 
customers’ dollars out of the rust pile. 


The operation of Penberthy Sump 

Pumps and Cellar Drainers is 

thoroughly dependable and economi- 

cal. There is a size and type for every 
drainage requirement, 


Penberthy Automatic Electric Sump Pump 





The Penberthy Pumps are quick- 
ly available—they are carried in 
stock by the leading jobbers 
throughout the country. 


PENBERTHY INJECTOR COMPANY 
ESTABLISHED DET ROI T CANADIAN PLANT 


IN 1886 WINDSOR ONT. 
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THIS WEEK 








AMONG MANUFACTURERS, WHOLESALERS AND SALESMEN 








CRANE CO, BUYS SUPPLY HOUSE IN GREENSBORO, 
NORTH CAROLINA 

Crane Company has recently purchased the business of 
the Whitman Company, 205 Lyndon avenue, Greensboro, 
N. C. R. H. Brown, who has covered the Piedmont sec- 
tion for Crane Company for the past 10 years out of the 
Richmond, Va., branch, has been made manager of the 
new Greensboro branch. 





EK. S. A. ISSUES BULLETIN 

The Eastern Supply Association, in a recent bulletin 
emphasizes the value of team work within the plumbing 
and heating industries. The bulletin quotes Congressman 
Kelly of Pennsylvania, who in a recent statement said that 
the man who refuses to work with his community or trade 
reminded him of the nursery rhyme of the boy who plays 
almost exclusively by himself. ‘‘In ignorant competition, 
together with its half-brother, superstition, business, both 
big and little, faces a real hazard. Teamwork is the 
answer,’’ the bulletin concludes. 





Cc. S. D. L. HOLDS OPEN FORUM 

A recent meeting of the California Sanitation Develop- 
ment League, held in the Palace Hotel, San Francisco, 
proved to be one of the most constructive gatherings ever 
held, since it was opened for general discussion. 

Upon opening the meeting, President Curtiss N. Gilley 
said, in part: ‘‘For the past nine months we have been in- 
tensely engaged in helping to put over the bureau work 
here on the Coast. Now that this is accomplished, we 
may confidently look forward to the attainment of further 
means of promoting the industry. This may be done 
either through the ideas developed at our meetings and put 
into practice, or by means of strengthening and extending 
the activities of the league itself, for the prestige of our 
organization is, after all, but the measure of the strength 
and prosperity of its members, as individuals, and the in- 
dustry as a whole.”’ 

Instead of providing a speaker for the occasion, arrange- 
ments had been made for holding open forum and calling 
on various members for impromptu talks. Thomas Doug- 
lass, manager of the Heating and Piping Contractors San 
Francisco Association, spoke of benefits accruing through 
constantly striving to set higher standards of workman- 
ship and improving the ethics of the industry. Neil O’Hair 
of P. E. O’Hair & Co., said: ‘‘Many of us are, or should be, 
our own best customers. All of us should put our creed 
into practice. It isn’t a bit more inconsistent for a sales- 
man of a high priced car to drive out in a cheap car to see 
a prospect than it is for a plumbing and heating man to 
try to sell up-to-the-minute equipment when his own home 
boasts nothing more modern than a vintage bathtub and a 
model 1890 woodstove. His selling talk should be backed 
up by an opinion that is based on actual practice and 
experience.”’ 

Brief, constructive talks bearing on the welfare of the 
industry as well as that of the league were made by Jo- 
seph Ahlbach, J. V. Young, Frank J. Klimm, James H. 
Pinkerton, James I. Kreuger and others. 


IN NEW LOCATION IN NEW YORK 
The H. B. Smith Co. announces the removal of its New 
York City office from 10 East 39th street to 10 East 41st 
street. The new headquarters provide fine showrooms, 
having been designed by high grade interior decorators, 
and ample office space as well. John C. Faulkner is man- 
ager of the branch. 





NORTH SHORE GOLFERS HOLD MEET 
The North Shore Plumbing and Heating Golf Associa- 
tion recently held a golf tournament at the Pickwick Sub- 
urban Golf Club at Glenview, IIl., several miles northwest 
of Chicago. The following scores were made: 


Gross Net Gross Net 
John Krejci ....... 105 77 B. D. Olwen........ 120 85 
Geo. Wible ........ 96 76 L. M. Anderson... .127 92 
‘ee 132 97 John Fitzgerald....102 76 
H: D. Stafford...... 118 83 mm Ww. Tarrvrant..... 00 00 
ch Be BOR acceses 92 75 Walter Sheel ..... 110 79 
T. R. Seabrook.....120 85 Oe BPOOMOP 4c ccc 107 77 
SO Wee 6 cee eas 125 90 ere re 89 75 
ee Pe ncn deesswa 103 77 We Bt, GROMM. oc. ces 106 78 
Geo. Lindholm..... 124 89 Nic. Merganthaler..129 94 
John Latimer ..... 111 87 i Fe SOccc xs 112 79 
Fred Nelson ....... 114 80 FE. E. Merion....... 117 82 
CHOGs BOOTS... ccccs 140 105 Mick Mercury ..... 132 97 
Otto Wurster ..... 125 90 Cres. Cenee ...c. 124 89 
ee 114 80 PO ee 122 87 











A view of the display of August Buschmann & Sons, Ince., 
Indianapolis, Ind. 
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ALEXANDER COLEMAN TALKS BEFORE SAN FRAN- 
CISCO SALESMEN 

Upon opening the May ist meeting of the San Francisco, 
Calif., chapter of Plumbing and Heating Salesmen, held 
at the Clift hotel, President Austin announced there would 
be no other meeting during the current month, because 
of the California state convention. 

Alexander Coleman of San Francisco, past secretary of 
the National Association of Master Plumbers, thereupon 
spoke on ‘‘My Impressions of the Salesman Calling on the 
Trade.’’ Mr. Coleman’s opening remarks were directed 
toward the necessity for association work, and he laid 
great stress on the futility of such work unless it is ade- 
quately backed up and put into execution. He said that 
in his contacts with organized trade bodies over the coun- 
try, he has learned that while many splendid ideas and 
constructive thoughts are developed at the meetings, the 
majority of these plans fail to carry through. 

Mr. Coleman spoke of the advantages of using discretion 
and good judgment in the matter of approach. Many 
salesmen, he feels, are too persistent, and some of them 
waste time by making calls too frequently—in some cases 
twice a day. 

In his closing remarks, the speaker dwelt on the many 
ways in which the salesman can be of great help to the 
members of the trade, particularly with reference to iron- 
ing out local differences. 





NEW JERSEY GOLFERS HOLD FIRST MEET 
Hayden B. Russell, Speakman Co., played the closest to 
his handicap at the first 1928 meeting of the Plumbing 
and Heating Trades Golf Association of New Jersey, held 
at the Shackamaxon Club, Westfield, N. J., on Tuesday, 
May 1, and captured a leg on the Fred Engelberger cup 
that is emblematic of the association’s handicap champion- 











Officers of Plumbing and Heating Trades Golf Association of 

New Jersey: W. H. Oleson, of “Domestic Engineering,’ secre- 

tary-treasurer; Robert D. Elder, manager of Newark office 

of J. D. Johnson Co., Inc., vice president; Fred Engelberger, 
president 


ship. Mr. Russell, who is a Class A player, shot a 93 
gross, which, with his 18 handicap, brought his net to 
three over par. 

Shackamaxon, the home club of President Engelberger, 
is one of the most interesting courses in Northern New 
Jersey. Not heavily trapped, it still has enough hazards 
to cause trouble for the unwary golfer. There is plenty of 
water, with a big proportion of the holes having water at 
some point between tee and green or alongside the fairway 
where hooks and slices mean penalty strokes. The day 
turned out to be a fine one, with only two sudden showers 
during the afternoon to mar the day. 

During the morning round, Joseph Smith, United Lead 
Co., and George W. Sahlin, C. F. Church Mfg. Co., divided 
honors in Class A for the nine holes of medal play, each 
with net 36’s. Stanley Miller, Newark master plumber, 
took third place, with a net 39. In Class B, W. C. Clift, 
Bowden Co., turned in a net 34 for first prize, Hugh Good- 
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win, Walworth Co., grabbed second with a net 42, and A. 
Tesch, Spencer Heater Co., and James Byrne, J. B. Wise, 
Inc., divided third prize, each having a net 51. During 
the afternoon competition, which was for 18 holes, Charles 
Karcher, H. Romeyn Smith, Inc., followed Russell with a 
net 77. W. B. Watson, Belleville contractor, was one 
stroke behind, and a tie between J. A. LaDue, Jenkins 
Bros., and Ray Moody, Sloan Valve Co., divided the 
next two prizes. Ambrose Walsh, Harrison heating con- 
tractor, just got under the wire for the last prize in this 
class. 

In the B classification, first honors were taken by Samuel 
F. Wilson, past president of the National Association of 
Master Plumbers, with a net 80, Robert D. Elder, J. D. 
Johnson Co., being one stroke behind. Herman Baum- 
gartner, Newark master plumber, was in third place, and 
W. H. Oleson, “‘Domestic Engineering,” in fourth. Joseph 
Hogan, United States Radiator Corp., turned in a net 86 
for the next prize, and C. B. Wynne, United States Sani- 
tary Mfg. Co., ended the prize winners. Balls were the 
prizes in all cases. 

At the dinner which followed the day’s play, rising 
votes of thanks were given to President Engelberger for 
his courtesy as host, and to James Rogers, Orange whole- 
saler, for proffering his course for the June meet. This 
meeting will be on Tuesday, June 12, the Crestmont Coun- 
try Club (formerly Newark Country Club) course near 
Newark being the scene. 

The scores: 


Class A 
Player G H Net Player G H Net 
Robinson ...... 110 24 86 Stewart ....... 106 18 88 
0 ae 93 16 77 ee 109 24 85 
Ee 109 24 85 Watson ....... 101 23 78 
Py css eeaes 99 20 79 ae 115 22 93 
ae 85 6 79 Engelberger ..111 24 87 
MD -65.0 ow e084 No card 101 20 81 
Ra 101 24 17 ae 91 10 81 
SS 93 18 75 
Class B 
Player G H Net Player G H Net 
Baumgartner ..119 26 93 SS 137 46 91 
Stickles ....... 127 28 99 inc ay ewe 164 46 118 
ee 121 36 85 a 123 39 84 
ER own 5 6 Sod 161 40 121 Goodwin ...... 115 36 79 
to! Ze 140 36 104 ee - «sducacre 121 40 81 
Ne ewes 118 32 86 De 45 cedvetun ae 137 40 97 
Bosworth ..... 137 £6 91 es 132 30 102 
a 115 30 85 Hamilton ...... 123 36 87 
EE a 6's owe 80:4 128 40 88 Patterson ..... 151 46 105 
eee 146 40 106 NOD. 4 6 a's Snes 139 46 93 
Wynne ........ 130 40 90 .. .. eePreree 116 36 80 
Guests 
Gross Gross 
ic, G24 ko dil e's oma eel 143 a 8 erre 102 
ht SD seieed<absoeeeHea 108 EEE ee 127 
ey te Ss vo cee ce uios 110 a SR SPSS tere 95 
Py Es. SED sb owe bcscngs 101 ia tas enw ade ede a 94 
0 130 ie WO TOURS. 6 iv cccscwss 110 
ac. ME io ere da idkea a 112 Bm. DD. JROKOS...s2 eeebas 128 
i ins ++ekens beuaaed 99 





PLUMBSTEAM CLUB ELECTS OFFICERS 


Following a definite policy which he outlined to the 
members when he was elected to the leadership of the 
Plumbsteam Club of Philadelphia, Chapter 4 of the Na- 
tional Association of Plumbing and Heating Salesmen, last 
June, W. Harold Mitchell stepped out Friday night, May 
11, at the regular monthly meeting held at the Sylvania 
hotel, that city. This meeting was called “Stepping Out 
Night,’’ and officially ended the most successful year in 
the history of the club. 

With the expiration of Mr. Mitchell’s term as president, 
a brief outline of the club’s activities stamps the year of 
his leadership a huge success. During the year, the club 
has grown in membership to become the largest chapter 
in the national association. It has been officially recog- 
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nized by the Master Plumbers Association and the plumb- 
ing and heating industry in Philadelphia, as well as taking 
an active part in the Plumbing and Heating Development 
League movement, which is rapidly gaining momentum-in 
Philadelphia. It is the first chapter to successfully under- 
take a minstrel show that gained commendation through- 
out the state. A vast amount of constructive work was 
done. throughout the year. Salesmen in and around Phila- 
delphia are now seeking membership in the club, where 
heretofore it was up to the membership committee to be 
vigilant in its duties. 

In a most eloquent speech, retiring President Mitchell’s 
last message rang true to the spirit and enthusiasm which 
he carried throughout the year, with words of praise for 
the untiring co-operation he received from all of the mem- 
bers and especially his fellow officers and executive com- 
mittee. Individually he mentioned every man on the 
executive committee and spoke of their work, as well as 
the men who gave every effort to put the minstrel show 
over. 

By a unanimous ballot, W. Wint Morgan of the I. X. L. 
Pump & Mfg. Co., Philadelphia, was elected president to 
carry on the work. Stanley Backner of the Camden Pot- 
tery Co., Camden, N. J., was elected vice president; 
George H. Derbyshire, Philadelphia, was elected secretary, 
and Lawrence Agostini, Jr., of Philadelphia, was elected 
treasurer. 

During the regular business meeting the various com- 
mittees made reports. George H. Derbyshire, secretary 
and treasurer of the minstrel committee, made his report 
showing a net profit of approximately $500. Mr. Derby- 
shire, W. J. R. Keates, W. W. Morgan and the entire 
minstrel committee and cast were given a hearty rising 
vote of thanks for their work. 

A short talk by H. J. Carr of ‘‘Domestic Engineering,”’ 
chairman of the publicity committee, on “‘What Does a 
Convention Mean?’’ followed, in which he outlined the 
work involved in inviting the next national convention of 
the salesmen’s association to Philadelphia, and urged all 
the members to consider the matter seriously. A short 
discussion followed, with remarks by Charles P. Hackett, 
C. W. Cope and William Weber, national president, who 
was an unexpected visitor. A ballot on this was unani- 
mous in favor of Philadelphia as the next national con- 
vention city and the delegates to Pittsburgh were in- 
structed not to return until they had obtained this result. 

These delegates and alternates appointed to represent 
Plumbsteam at Pittsburgh are as follows: W. H. Mitchell, 
C. W. Cope, G. D. Sandham, George H. Derbyshire, H. J. 
Carr, R. B. Kneedler, W. G. Brewton and W. W. Morgan. 
The resolutions committee includes Messrs. Cope, Carr 
and Brewton. 

The feature speaker of the evening, A. C. Brown of 
the advertising department of the Philadelphia Evening 
Bulletin, gave an interesting talk on the advertising being 
done by the Plumbing and Heating Development League 
in Philadelphia, and urged the members to tie in with it 
and give their co-operation. 

William Weber outlined the program for the conven- 
tion in Pittsburgh. 

A beautiful gladstone bag was presented by fhe club 
to retiring President Mitchell, and traveling cases were 
presented to the retiring Vice President L. Fest, retiring 
Secretary C. W. Cope and retiring Treasurer G. Sandham 
in appreciation of their work. 

It was unanimously voted that the delegates to Pitts- 
burgh were to announce their intention and work for the 
election of C. W. Cope for national president. 


New members elected at this meeting were: P. S. Os- 
borne, United Lead Co.; R. Paul Collins, Fleck Bros. Co.; 
F. J. Karabasz, Hajoca Corp.; H. N. Ruhl, Hajoca Corp.; 
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WATER:HEATER 


KEROSENE HEATERS— 
WICK BURNER TYPE 


Quadruple coils of copper and the 
patented Kerogas Bu 

stream is the only Water Heater 
licensed to use it) imsure the 
greatest efficiency. 

Lights instantly at the touch of a match 
—is noiseless, sootless and extremely 
economical. 


—Y combination 
eee Sink Fixture 


No. 1630 Dish, Tumbler Holder and Hose 
Spray: three valves and Spout 
United - Oberndorf Corp. Strainer— attractively priced. 


The handles 
on this new 
United fixture 
of enduring 
quality can’t 
hit the soap 
dish or nip the 
fingers. Made 
with Soap 
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Made in 3 sizes — write for complete information. 


THE HOTSTREAM HEATER COMPANY 
Richmond Rd, “Makers of Heaters thai Heat” Cleveland, Ohie 
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BQILERS 


for Lower Heating Costs 


KEWANEE BSILER CORPORATION 


Kewanee, Illinois 
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Then Mrs. Smith 


exploded 


A range boiler exploded in 
Joe Smith’s house. Nobody 
was hurt, but it dented 
Smitty’s bankroll a bit. 


Then Mrs. Smith exploded. 
Joe was forcibly reminded 
that Ed Anderson next 
door, and Jim Jackson 
across the street were pro- 
tected by Red Top Relief 
Valves against explosions. 
Mrs. Smith distinctly re- 
membered the plumber re- 
commending this valve “‘the 
last time he was here.” 


Mrs. S. happened to be 
right this time. A Red Top 
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Sectional view, Mode 
No.1 for domestic hot 
water supply systems. 
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Red fop 
Relief Valves 





No. 1 affords positive pro- 
tection for domestic hot 
water supply. Plumbing 
contractors are finding 
ready markets for this re- 
lief valve because it meets 
a real need. It bears the 
official approval of the Un- 
— Laboratories, 
nc. 


Descriptive folder—gladly 
—if you wish. 


Neptune Meter Company 
50 E.42nd St. New York City, N.Y. 
Branch Offices in Principal Cities. 








CLIMAX 


Cellar Drainers 


There IS a big dif- 
ference in Cellar 
Drainers. Put on 
Climax on your 
next order, when 
once you see it 
work you'll be con- 
vinced. Climax 
Test Plugs too are 
real essentials to 
you. They make 
your pipe tests 
SURE. 
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Climax Automatic 
Cellar Drainer 
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MANUFACTURERS OF 
PLUMBERS’ SPECIALTIES 


405-415 € O.rveR ST 
BALTIMORE. MD.U.S.A. 
OSCAR C. ANDERSON, 627 Washington Bivd 
Southern Agents: J. M. BUTTS & CO., 733 Healy Bldg., Atlanta, Ga 
Pacific Coast Agents: WM. P. HORN CO., 58 Federal St., 
509 Wilcox Bldg., Los Angeles, Calif.; 
Philadelphia, Pa.: DERBYSHIRE & MACK, 923 Real Estate Trust Bldg. 


Chicago, 1il.: 


San Francisco, Calif.: 
L. C. Smith Bldg., Seattle, Wash. 
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Clifford R. Knight, R. D. Knight Co., and John M. Kohler, 
Kohler Co., all of Philadelphia. 

President Morgan, in taking the chair, outlined briefly 
what he expected from the members in the way of co- 
operation for his term and was voted unanimous support. 
He appointed W. H. Mitchell chairman of the outing com- 
mittee, who appointed R. Kneedler, Harry Walther, John 
Doody, Al Wagner, H. Hess and the new officers as his 
helpers. 

The meeting was then turned over to Harry Walther, 
who arranged for the usual good vaudeville entertainment, 
closing one of the best meetings ever held by the club. 


Personal Mention 


Clarence M. Woolley, chairman of the board of directors 
of the American Radiator Co., is to be a speaker at the 
109th commencement exercises of Colgate University on 
June 11. 

Wallace Cosgrove, who has for several years been man- 
ager of the New York City branch of the American 
Radiator Co., has been made district vice president of the 
company. He will continue in charge of the branch, it is 
announced. 

W. S. Babson, formerly president of the Peerless Pacific 
Co. of Portland, Oregon, and now vice president and 
treasurer of the Consolidated Supply Co., was elected sec- 
retary of the Portland Chamber of Commerce at the an- 
nual election held this month. Mr. Babson has always 
been very active in civic affairs. 


Russell D. Knight, presi- 
dent of the Russell D. Knight 
Co., 18 South 20th _ street, 
Philadelphia, announces that 
his son, Clifford R. Knight, 
has joined the firm of manu- 
facturers’ agents of which his 
father is the head. The 
younger Mr. Knight has in 
the past been selling builders’ 
supplies. Photographs of 
father and son are shown 
herewith. 


Cc. B. Dempster, president 
of the Dempster Mill Mfg. Co. 
of Beatrice, Nebr., has just 
been awarded a certificate of 
agricultural achievement by 
the board of regents of the 
University of Nebraska, in 
recognition of his services in 
the development of argicul- 
tural thought and practice 
and in appreciation of his efforts for the improvement of 
agricultural machinery. 


L. Bruce Fulton, who recently retired as manager of the 
Chicago sales office of the Standard Sanitary Manufactur- 
ing Co.,,has donated to ‘‘Domestic Engineering’’ a very 
fine collection of photographs of prominent men in our 
industry. This collection, which Mr. Fulton has been 
gathering for the last 17 years, is now on display at the 
general offices of ‘“‘Domestic Engineering” in Chicago. 





Russell D. 
Bottom picture: 
Clifford R. Knight 


Top picture: 
Knight. 


Brewster S. Beach has resigned his position as sales and 
advertising manager of the American Gas Products Corp., 
New York City. 

J. L. Stulsaft, manufacturers’ agent of New York City, 
is on a trip to St. Paul, Minn., where he will visit the fac- 
tory of his principal, the Union Brass and Metal Mfg. 
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Co. Mr. Stulsaft was accompanied by his wife and fam- 
ily, who continued on to California, where they will make 
an extended visit. 


A. W. Rich, formerly connected with R. Estabrook Sons, 
South Boston, Mass., is now with the Dalton-Ingersoll 
Manufacturing Co., Boston, Mass. 

John H. Kribel, formerly with the Hajoca Corp., Phil- 
adelphia, has recently become connected with the Grin- 
nell Co., Providence, R. I., in its Philadelphia office in the 
capacity of sales engineer. 


Obituary 


Thomas H. Hutchinson 


Thomas H. Hutchinson, a veteran in the plumbing and 
heating supply field in the New York City district, died 
suddenly at his home on Tuesday, May 15, from heart dis- 
ease brought on by acute indigestion, being ill only one 
day. Mr. Hutchinson first became connected with the 
plumbing and heating field almost 50 years ago, joining 
the old firm of Miller and Coates in New York City in the 
early eighties. He had been in business for himself as a 
manufacturers’ agent for approximately 30 years, main- 
taining an office at 110 East 34th street at the time of his 
death. Mr. Hutchinson is survived by his widow and one 
son, Warren, who has been managing the firm of Thomas 
Warren Co., owned by himself and his father. The funeral 
was held on Saturday, May 19, from the home at Rich- 
mond Hills, Long Island, interment being in Cypress Hills 
cemetery. 

Alfred S. Mappett 

Alfred S. Mappett, treasurer of Fowler & Wolfe Mfg. 
Co., Philadelphia, Pa., died recently at his home in that 
city. Mr. Mappett, who was 60 years of age, was for 
many years identified with the heating industry, having 
been connected with the old American Boiler Co., the 
Richmond Stove Co., and in 1899 he affiliated with the 
A. A. Griffing Iron Co., remaining with this concern until 
it was absorbed by the American Radiator Co., and was 
thereafter with the last named concern until 1913, when 
he joined the Fowler & Wolfe Mfg. Co. Mr. Mappett was 
a charter member of the A. S. H. & V. E. He is survived 
by his wife. 

Frank W. Bacon 

Frank W. Bacon, head of the Erie Tool Works, Erie, 
Pa., died at his home in that city on Sunday morning, May 
13. He was in his sixty-sixth year, and death came after 
an illness of several years. The funeral was held on 
Tuesday, May 15, at St. Paul’s Cathedral. He is survived 
by his widow, two daughters, a son, a sister and a brother. 

George H. Manning 

George H. Manning, president of the Tennessee Mill 
and Mine Supply Company of Nashville, Tenn., died re- 
cently at his home in that city. This company is active in 
the plumbing supply trade, and Mr. Manning had a large 
circle of friends in the plumbing trade in the South. 

E. H. Giles 

E. H. Giles, one of the pioneer boiler and radiator men 
in the eastern section of the country, died at his Philadel- 
phia home on Friday, April 27, and was buried at Owego, 
N. Y., April 30. Mr. Giles, who was in his 64th year, was 
manager over the Philadelphia and Baltimore districts for 
the Pierce, Butler & Pierce Mfg. Corp., at the time of his 
death, and in a few days would have rounded out 44 years 
of service with that company. He went to work in the 
main office of Pierce, Butler & Pierce Mfg. Corp. on May 
10, 1884, four years later being appointed to a sales posi- 
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There’s Irresistible 
Appeal in Rundle 
Beauty 


The housewife of today demands 
beautiful things for her home. 
That’s why Rundle Ware im- 
mediately appeals to her—its 
beautiful designs and snow-white 
color seem to be made-to-order 
for her personal tastes. Rundle 
engineers study the housewife’s 
needs, anticipate her changed 
ideas, and build to conform to 
them. 


Dealers find that Rundle Ware is 
easy to sell because of its appeal- 
ing beauty— attractiveness 
backed by highest quality, up- 
to-the-minute features, and ac- 
curate fitting. 


Send for this FREE Rundle 
Booklet 


This beautifully il- 
lustrated booklet 
shows many pieces 
of Rundle Ware, 
points out its dis- 
tinctive features, 
and explains the 
Rundle policy. Sup- 
plied free for your 
customers. Write 
for a copy today. 





Rundle Mfg. Co. 
Milwaukee, Wis. 


RUNDLE 


PLUMBERS SANITARY ENAMELED WARE 


BRASS AND IRON GOODS 
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DONNELLY 


PRESSURE RELIEF VALVES 


The outside spring on the 
Donnelly Pressure Relief 
Valve does away with the 
possibility of spring corro- 
sion, with the subsequent 
loss of tension and adjust- 
ment. 


This Donnelly Valve is de- 
signed especially for base- 
ment system tanks, range 
boilers, storage heaters and 
closed plumbing systems. 





It operates automatically 
when pressure becomes too 
great. It is easily and 
speedily adjusted to any re- 
quired pressure. Your job- 
ber will be glad to sell you. 


DONNELLY MFG. CO. 
29 Mills St., MALDEN, MASS. 
Complete stock carried by 
HENRY STEIN 


50 Cliff St., New York City 
New York and New Jersey Offices 
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STRINGER 











Complete Roughing-in Systems 
for any Type of Building 


TRINGER stacks represent the maximum in plumb- 


ing economies. Their wide application and use on 
Cast Iron or Screw Pipe installat‘on for either bungalow 
or skyscraper recommend them to you. Ask your 
jobber for STRINGER material on your next job, 


Write for catalog illustrating many practical roughing- 


in layouts. 
STRINGER BROS. CO., Inc. 
1100 West 38th St. 3 Chicago, Illinois 


Factories: Gadsden, Alabama 
Warehouses: Chicago, Illinois; Gadsden, Alabama 
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tion in central New York state. Later he took over the 
western Pennsylvania and Ohio territories, spending 16 
years on the road before he was made manager of the 
company’s Philadelphia office. He planned to retire from 
active participation in the business in the near future and 
had bought a home where he expected to spend the latter 
days of his life with his widow, who is the only survivor. 
E. C. Smith 

E. C. Smith, founder and president of the E. C. Smith 
Manufacturing Co. of Chicago, died at his home in this 
city on Tuesday, May 15, in his 74th year. Mr. Smith 
was born in Milwaukee, Wis., in 1854, and came to Chi- 
cago in 1891. He was the inventor of several plumbing 
specialties and in 1898 formed the E. C. Smith concern 
for the manufacture of these specialties. His wife and 
two daughters survive him. 


Henry B. Kuhns 
Henry B. Kuhns, secretary and treasurer of the Kuhns 
Brothers Co. of Dayton, Ohio, died at his home in that 
city on Saturday, May 12, according to official announce- 
ment just issued by this concern. 


New Trade Literature 


Pamphlet of Marsh Valve Co. 

Marsh Valve Co., of Dunkirk, N. Y., has just issued a 
pamphlet consisting of 20 pages, 8% by 11 inches. The 
pamphlet describes cone disc packless radiator valves man- 
ufactured by the company, and gives numerous illustra- 
tions and diagrams with roughing-in dimensions. Four- 
teen pages are devoted to a list of installations in apart- 
ments, hotels, hospitals, public buildings, banks, schools, 
residences and other places. 


Catalog of Mueller, Limited 

Catalog C of Mueller, Limited, Sarnia, Canada, has just 
been published by this concern. The catalog consists of 
240 pages, 7 by 10% inches, bound in handsome dark red 
cloth ornamented in blue and gold. Built-in tub fillers 
with drains and overflows, tub fillers and shower combi- 
nations, shampoo combinations, bath and shower valves, 
lavatory faucets, combination sink faucets, flush valves, 
ferrules, pipe fittings, etc., are some of the articles listed. 
The catalog contains many pages of blue print drawings, 
with roughing-in measurements and other illustrations. 
There is also a ten-page index and cross-index. 


Booklet of Liquo-Gas Co. 

The Liquo-Gas Co., Erie, Pa., has recently published an 
attractive booklet, with the caption ‘“‘Gas for Everyone 
Now.” It explains the company’s ranges, control valve 
and burner, and water heaters, as well as showing con- 
tainers for the product. It is well illustrated, principally 
with photographs of the products described. 

Booklet of Guenther Mfg. Co. 

The Guenther Manufacturing Co., Buffalo, N. Y., re- 
cently brought out an attractive booklet on its duplex 
automatic gas heating system. The booklet has a green 
cover, with illustrations using enough red to be attractive. 
Inside, the use of Duplex in radiators, indirect radiator 
units, gas boilers and burners, and industrial heating 
units is described. Illustrations of various units and of 
typical installations are given. 

Catalog of H. B. Sherman Mfg. Co. 

H. B. Sherman Mfg. Co., of Battle Creek, Mich., has 
issued its catalog No. 28, listing its new line of brass pipe 
fittings of the flat bead type, hose brass goods, plumbers’ 
brass goods, lubricating devices, etc. Several illustrations 
appear on each page, and an index aids in locating the 
many articles listed. The catalog consists of fifty-two 
pages, 6 by 9 inches, printed on highly glazed paper. 
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Markets 


(Continued from Page 64) 


Enameled Ware 

Purchases by plumbing contractors during the past 
week, while not overextended, were fairly good and prac- 
tically in accord with the demand expected at this time 
of the year. Wholesalers are well stocked for contractors’ 
immediate needs and have, in many cases, sufficient quan- 
tities of the regularly used items, either in transit or on 
future delivery orders to carry them over for another 
month or more. 

Pottery 

Several potters recognized an upward movement in 
their sales during the week. Special ware has been re- 
leased in better quantity during the past week and staples 
have also moved more freely from potteries and jobbers’ 
stocks. Plumbing contractors are still figuring many large 
developments. Deliveries in all cases are excellent. Pot- 
ters’ prices have not been changed. 


Plumbers’ Brass Goods 

Wholesalers have not entirely abandoned their policies 
of purchasing in accordance with the demands which are 
presented by their customers. There are, nevertheless, 
quite a few orders for delivery in June and July, on 
makers’ books. Ample supplies at sources enable manu- 
facturers’ salesmen to take orders for immediate ship- 
ment. Prices are firm and no changes in makers’ sheets 
were received during the week. 

Range Boilers 

Sales to plumbing contractors continue to be of quite 
satisfactory volume, according to the majority of dis- 
tributors. Wholesalers’ contracts with makers, entered 
into during the early part of the year, are gradually near- 
ing their expiration, and a consequent good volume of new 
replacement business is being booked by producers. 
Neither factory nor wholesale prices were changed since 
the last report. No delays in deliveries are reported. 


Boilers and Radiators 
Makers continue to be busily engaged in efforts to se- 
cure their share of the volume which lies ahead. Heating 
contractors have, during the past several weeks, been 
somewhat reimbursed for the sluggish early year period 
which they have experienced. Deliveries are being 
promptly effected. Makers’ prices are firm and unchanged. 


PACIFIC COAST 
Shipments are Steady— 


Business generally maintained the same volume as it 
has for the past few weeks. There is a fair amount of 
building going on at present and also considerable new 
work being contemplated. The policy of distributors of 
only purchasing in about the same ratio as sales and 
endeavoring to increase their turnover of stock during 
the year is being well maintained. 

Soil Pipe 

Little change was noted during the past week in the 
demand for soil pipe, which continues to be mostly in 
small lots for immediate delivery. The total amount of 
tonnage being used at present, however, amounts to a 
fairly satisfactory volume. During the week several 
foundries announced an advance in their prices to whole- 
salers. : 

Steel Pipe 

A moderate volume of steel pipe is being consumed on 

the Coast at present, which seems hardly to vary from 
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Good Plumbing 
Demands the Best 


Wolff Duro Brass Goods 
are made 
: so that you will be proud to 
stand back of your job. 











J-33400N 
IDEAL BATH WOLFF CO. 
DRAIN SUPERIOR PLUMBING FIXTURES 
| CHICAGO 




















3 Times the Profit! 


Every time you sell a Whale-bone-ite Seat you 
make three times the profit possible on a staple 
job. Don't waste time soliciting orders for cheap 
seats at a minimum profit when a little salesman- 
ship will bring you an order for a Whale-bone-ite 
Seat at a real profit. And the Whale-bone-ite sale 
means a satisfied customer. 


























NaTIoNnAc Raoiator Corporation 


Ten plants devoted to National Service through these Branch Offices and Warehouses: 


Baltimore, Md.—2622 Frisby Street; Boston, Mass.—93-97 Oliver Street; 
Buffalo, New York—259-265 Delaware Avenue.; Chicago, Ill.—2445 No. 
Keeler Avenue; Cincinnati, Ohio—Spring Grove and Elmira Ave.; Cleveland, 
Ohio—935 E. 63rd Street; Indianapolis, Ind.—431 W. Georgia St.; Johnstown, 
Pa.,— 221 Central Avenue; New » N. Y.—55 W. 42nd Street; Omaha, 
Nebr.— 108-112 S. Tenth Street; Philadelphia, Pa.—i21 N. Broad Street; 
Pittsburgh, Pa.— 1509 Arrott Building; Riohmond, Va.— 3032 Norfolk 
Street; Washington, D. C.—2205 Fifth Street, N. E. 
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OR more than 28 years we have specialized in the 
yo yee of time and labor saving pipe tools. 
And today, with costs high and competition keen, 
contractors find in Beaver Die Stocks and Pipe Cutters, 
@ sure means of lowering their threading and cutting costs. 
How Beavers do this is most interestingly told in 
Booklet No. b A copy will be sent to you promptly 
upon receipt of your request. 


THE BORDEN COMPANY 


510 Dana Ave., Warren Ohio 
New York Office. 50 Church Street, N. Y. City 
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Painting the lily has become the mode. Plumb- 
ing, once a job, has become one of the fine arts— 
and here is plumbing art at its absolute finest 
First showing at Memphis! 
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week to week. There are many distributors of this com- 
modity, practically all of whom have well assorted stocks, 
and the trade’s requirements can be promptly filled. 
Enameled Ware 

Enameled ware continues to move a little more freely, 
both from manufacturer to jobber and from jobber to 
master plumber. Wholesalers in general have well as- 
sorted stocks and nearby manufacturers are in a position 
to make prompt deliveries. Jobbers’ prices to the trade 
remain unchanged. 

Pottery 

While most of the trade is waiting for a definite need 
before purchasing pottery, a fair volume of ware continues 
to be used from week to week. Distributors generally 
have good stocks and nearby potteries can also make rea- 
sonably prompt deliveries. Jobbers’ prices to the trade 
remain unchanged. 

Plumbers’ Brass Goods 

The demand for plumbers’ brass goods is being well 
maintained and seems to be moving better in proportion 
than most other materials. There is, however, no change 
in the conditions surrounding the manufacture and dis- 
tribution of this material on the Coast. Prices to the 
trade remain at a low level. 

Range Boilers 

Demand seems to vary little from week to week, and 
continues to be of moderate volume. Distributors have 
well balanced stocks and all of the trade’s requirements 
ean be taken care of without delay. 

Fittings 

Jobbers of fittings generally have sufficient stocks of 
fittings on hand to take care of all the trade’s present 
requirements without delay. Jobbers’ prices to the trade 
remain unchanged. 





SLATE STANDARDS GENERALLY ADOPTED 

The Bureau of Standards, Department of Commerce, 
Washington, D. C., advises the industry that a sufficient 
number of manufacturers, distributors and users of struc- 
tural slate have accepted the recently adopted dimensional 
standards to insure the general adoption of the revised 
standards as a whole. The new standard therefore be- 
came effective from February 1, subject to a revision an- 
nually. 





NORTHERN OHIO GOLFERS OPEN SEASON 
‘ The Northern Ohio Trade Golf Association opened its 
season with a meet held Friday, May 11, at the Beech- 
mont Country Club, Cleveland, Ohio. Frank E. Boli was 
low gross with a gross 76. The rest of the scores are as 
follows: 


Player G H N Player G H N 
BP. WEB? ..csows 110 32 68 R. H. Morgan....102 18 84 
F. Stamberger...111 35 76 R. T. Welker.... 99 25 74 
Sere 76 0 76 F. T. Wellman...121 36 85 
H. A. Kramer....101 25 76 Pr. F. murpay.... 98 21 Fs 
T. Vitantonio....117 36 81 Se Fee 135 36 99 
i WE. wei-e6 cans 119 36 83 H. H. Richmond..137 36 101 
J. W. Cannon, Jr.104 25 79 L. ‘Mendelson ....106 25 81 
Cc. F. Melecher....120 30 90 er 122 30 92 
R. M. Stackhouse. 98 20 78 EK. Hungerford...136 30 106 
P. J. Hopkins....100 22 78 A. W. Wright....139 35 104 
Bc Wrens: ose ves 119 22 97 oe ED: So ies 4% 111 25 86 





SAN FRANCISCO SALESMEN HEAR AERONAUTICAL 
IXPERT . 

A talk on the airplane was given at the April 17 meet- 
ing of the San Francisco chapter, Plumbing and Heating 
Salesmen. William F. Clements of the Kohler Co. was 
chairman of the day, having secured the services of W. G. 
Herron, vice president in charge of traffic of the Boeing 
Air Transport Co., as speaker. 
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Convention Dates 


May 29, 1928.—MONTANA—tThe thirty-first annual conven- 
tion of the Montana Master Plumbers’ Association, to be held 
at the Boulder Springs Hotel, Boulder. 


May 31 and June 1, 1928.—-NORTH CAROLINA—tThe annual 
convention of the North Carolina Association of Plumbing 
and Heating Contractors, Inc., to be held in Greensboro. 


May 31 and June 1 and 2, 1928.—-N. A. P. & H. S.—The annual 
convention of the National Association of Plumbing and Heat- 
ing Salesmen at Pittsburgh, Pa., with headquarters at the 
William Penn Hotel. 


June 4, 5, 6 and 7, 1928.—H. & P. C. N. A.—The thirty-ninth 
annual convention of the Heating and Piping Contractors Na- 
tional Association to be held in Philadelphia, with headquar- 
ters at the Bellevue-Stratford Hotel. 


June 12 and 13, 1928.—-MAINE—tThe plumbing conference to 
be held under the auspices of the Maine State Master Plumb- 
ers’ Association, at the University of Maine at Orono. 


June 12, 13, 14 and 15, 1928.—-N. D. H. A.—The annual con- 
vention of the National District Heating Association, to be 
held in Atlantic City, N. J., with headquarters at the Ambas- 
sador Hotel. 


June 18, 1928.—-TENNESSEE—tThe thirtieth annual conven- 
tion of the Associated Master Plumbers of Tennessee to be 
held in Memphis. 


June 19, 20 and 21, 1928.—N. A. M. P.—The forty-sixth an- 
nual convention of the National Association of Master Plumb- 
ers in Memphis, Tenn., with headquarters in the Peabody 
Hotel. 

June 19, 20 and 21, 1928.—N. A. M. P. AUXILIARY—The 
tenth annual convention of the Women’s Auxiliary to the Na- 
tional Association of Master Plumbers, to be held at the Hotel 
Peabody, Memphis, Tenn. 


June 26-29, 1928.—A. S. H. V. E.—The semi-annual meeting 
of the American Society of Heating and Ventilating Engi- 
neers, at West Baden, Ind., with headquarters at West Baden 
Springs Hotel. 


August 21, 22, 23 and 24, 1928.—A. S. S. E.—The twenty-third 
annual convention of the American Society of Sanitary Engi- 
neering, to be held at the Pfister Hotel, Milwaukee, Wis. 


August 24 and 25, 1928.— WISCONSIN—The annual conven- 
tion of the Wisconsin Society of Plumbing Inspectors, to be 
held in Milwaukee, with headquarters at the Pfister Hotel. 


January 28, 29, 30 and 31, 1929.—A. S. H. V. E.—The annual 
meeting of the American Society of Heating and Ventilating 
Engineers, at Chicago, Ill. 


COMING TRADE EVENTS 
June 7, 1928.—The June meet of the Heating and Ventilat- 
ing Golf Association of Philadelphia, to be held at the Manu- 
facturers’ Country Club in that city. 


June 12, 1928.—The second meet of the Plumbing and Heat- 
ing Trades Golf Association, to be held at the Crestmont 
Country Club, Newark, N. J. 

June 13, 1928.—The June golf tournament of the Plumbing 
Contractors’ Association of Chicago, to be held at Evergreen 
Golf Club, Chicago. 

June 14, 1928.—The inter-association meet of the Metropoli- 
tan Trade Golf Association and the Delaware Valley Trade 
Golf Association, to be held at the Trenton Country Club, 
Trenton, N. J. 


June 15, 1928.—Second season tournament of the Western 
Trade Golf Association, to be held at Westward Ho Golf Club. 

July 18, 1928.—The July meet of the Heating and Ventilating 
Golf Association of Philadelphia, to be held at the Llanerch 
Country Club, Llanerch, Pa. 


August 15, 1928.—The August meet of the Heating and Ven- 
tilating Golf Association of Philadelphia, to be held at the 
Spring Haven Country Club, Wallingford, Pa. 

September 19, 1928.—The September meet of the Heating and 
Ventilating Golf Association of Philadelphia, to be held at 
the Green Valley Country Club in that city. 

October 17, 1928.—-The October meet of the Heating and Ven- 
tilating Golf Association of Philadelphia, to be held at St. 
David’s Country Club, Wayne, Pa. 

November 7, 1928.—The November meet of the Heating and 
Ventilating Golf Association of Philadelphia, to be held at 
the Pine Valley Country Club, Clementon, N. J. 
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| ‘Pat. eee for — 
They Never Need Re-packing 


Michigan Smelting and Refining Company now operating 


CAPITOL BRASS WORKS 


MANUFACTURERS OF BRASS VALVES, BOILER TRIMMINGS 
AND PLUMBERS’ BRASS GOODS 


===DETROIT, MIChS= 














Malleable ieee 
Standard and Extra Heavy 
Cw 
Flange Unions 
Plugs — Bushings 


Standard and Extra Heavy 
Companion Flanges 





STANLEY G. FLAGG & COMPANY, Inc. 
1421 Chestnut St., Philadelphia, Pa. 














ENNINGS Vacuum Heating Pumps 
remove the condensation and air 


from the return line of the vacuum 
steam heating system, discharge the 
air without back pressure direct to the 
atmosphere, and return the water under 
pressure to the boiler. 
In standard sizes, from 2,500 to 300,000 

sq. ft. equivalent’ direct radiation. "For 
line operation, or with automatic 


— Jennings Vacuum Heat- 
Write for Bulletins Nos. 71 and 25 ing Pump 


NASH ENGINEERING CO. @ 
41 Wilson Rd., So. Norwalk, Conn. 


Jennings Pumps 





VINCENT SCOVELLO, 
Albany, New York. Plumber, 


says: 


**It is with great, pleasure that 

can recommend the Ever- 
Hot Gas Water Heater. They 
are efficient, economical and 
satisfactory in every way, 


not only can I recommend 
them myself but my cus- 
tomers are satisfied as well.’ 


wy exHot Veater Co. 


wag ap are a 
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‘‘CHICAGO’’ 
No. 2 
Power Pipe Thread- 


ing Machine 


For 
Production and Precis- 
ion Threading 


PORTABLE 


iecmed ttn 


FEATURING: 
Quick Die Change 
Automatic Die Head 


ree S 
Perfected Oil] Control 
Send for Catalog. 
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—1 What is 
BEAUTY 
in a Faucet? 


That’s a question for you to leave to the house- 
wife. She'll quickly select those fixtures which 
are going to enhance the appearance of her 
kitchen and bathroom. 


Show her an Enterprise Faucet and she’ll tell you 
that it constitutes real beauty. 


Show the man its remarkable construction 
features and he’ll appreciate it just as much 
from the long service angle. 


Get the Enterprise catalog now and refer to it 
often. 


ENTERPRISE BRASS WORKS 
Muskegon - - _ Michigan 























May 23, 1908 


The annual convention of the Master Plumbers’ Asso- 
ciation of Massachusetts was held May 6 and 7 in Elks’ 
Hall, Boston, Mass. Addresses were made by National 
President T. A. Hill of New York, and National Secretary 
T. S. Cochrane. State President W. H. Hill, of Marlboro, 
was unanimously re-elected. 

1908 
The New York State Association of Master Steam 
and Hot Water Fitters held a most successful confer- 
ence at Syracuse. A subject discussed at some length 
was the standardization of materials. Those attending 
the conference also visited Syracuse University, where 
they were shown the stadium and athletic field recently 
presented to the university. 
1908 

Plans are being made for the convention of the National 
Association of Master Plumbers, which will be held in 
Boston, July 14 to 16. 

















1908 

At the annual meeting of the Master Plumbers’ Asso- 
ciation of New Haven, Conn., held on May 7, T. J. Groark 
was elected president for the coming year. 
1908 

The eighteenth annual convention of the Connecticut 
State Association of Master Plumbers was held on Wed- 
nesday, May 13, at New Haven. More than two hundred 
delegates were in attendance. National President T. A. 
Hill, and past National President David Craig gave in- 
teresting talks. 





1908 

A new ordinance covering the appointment of a board 
of examiners for plumbers and prescribing their duties, 
as also those of the city plumbing inspector, has been 
passed at Topeka, Kans. 

1908 
The eighth annual convention of the Master Plumbers’ 
Association of California met in Oakland, May 15, 16 
, and 17. A large number of visiting members and ladies 
of the Women’s Auxiliary attended. Charles H. Julian 
of San Diego was elected president, and John L. E. 
Firmin of San Francisco, secretary. 
1908 

A meeting of the members of the American Society of 
Heating and Ventilating Engineers from New York City 
and vicinity was held at the Modern Science Club, Brook- 
lyn, on May 15. Secretary W. M. Mackay, being the only 
past president present, was appointed to the chair. 

1908 

Jenkins Bros., of New York City, has moved its Chi- 
cago office and salesrooms from 31-33 North Canal street 
to 226-228 Lake street, at the corner of Franklin street. 
1908——_____ 

The Trimble & Lutz Supply Co., of Wheeling, W. Va., 
has been incorporated with a capital stock of $200,000, to 
conduct the steam and mill supply business formerly owned 
by Trimble & Lutz Co. 























1908 

William Harkness, treasurer of the Master Plumbers’ 
Association of Philadelphia for twenty years, died last 
week at his home in that city. He was a charter member 
of that association and active in every line of its work 
until compelled by illness to relinquish his hold. 
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NEWS FOR PLUMBING AND HEATING CONTRACTORS 








SCHOLARSHIP FUND IS FURTHER ENLARGED 

Frank J. Fee of New York City, chairman of the scholar- 
ship committee, National Association of Master Plumbers, 
reports that contributions to the scholarship fund, with 
interest, up to May 1, total $106,092, exclusive of the gift 
of $100,000 by Theodore Ahrens for endowing a pro- 
fessorship in plumbing, heating and ventilation at Car- 
negie Institute of Technology. The goal set by the com- 
mittee was $100,000. An earlier report received from 
Mr. Fee, and published in the March 10 issue of ‘“Do- 
mestic Engineering,’’ showed that the goal had already 
been reached with a total of $100,250.01, not counting 
Mr. Ahrens’ gift. 

Contributors whose names have not previously been 
published are taken from Mr. Fee’s latest letter as fol- 
lOWS: 


Se: a SS 8 Es ob bn 0 wp 0 6660s od eR EMO Oe kE Poke seb e0K $ 100.00 
National Association of Master Plumbers............ 3,000.00 
Ladies Auxiliary of Master Plumbers of the U. S..... 17.00 
SS a Chea O ORR O EVE NEO EEME ROO Cee 50.00 
SO I ry eee eee eee ee ee ee ee 25.00 
RE I NE OE re eT ee ee ee 25.00 


John H. Brogan, of Exchange Mutual Indemnity In- 








i eh ek i A ee ee ok ee Ober 600.00 
New York State Association of Master Plumbers.... 1,000.00 
NY ee ee Da, he ln od Se anes sed bles ewiweese $ 4,817.00 
I bc can ac sade ee ebnntdetbe een eeeeds 87,118.00 
er eS ee ee ee eee ee ee er ee 4,157.00 
ee ee De hk eeene SOR bb bale Weds bee ee hes $106,092.00 





MARYLAND ASSOCIATION HOLDS SMOKER 

The Association of Master Plumbers of the State of 
Maryland recently held a smoker at the Association Hall 
in Baltimore, at which Frank J. Knell was chairman of the 
entertainment committee, and approximately 100 mem- 
bers were present. August Malthan and Charles Wachs- 
muth, members of Mr. Knell’s committee, assisted in the 
arrangements. Prior to the smoker a business meeting 
was held and a number of important matters were cleared 
up. 

During the evening vocal selections were rendered by 
August V. Eidman and J. L. Gessler. The smoker was 
such a success that it was decided to hold a number of 
similar meetings throughout the year. 





CHOOSE DELEGATES TO NATIONAL CONVENTION 

The Milwaukee, Wis., Heating and Piping Contractors’ 
Association has elected delegates to the Heating and Pip- 
ing Contractors National Association convention, to be 
held in Philadelphia, June 4 to 7, Oscar King, secretary 
of the local group, has announced. Delegates chosen in- 
clude: H. M. Daly, Arthur Mueller and Arthur Bowers. 
John §S. Jung, as national director, will also attend the 
convention. 

At the latest meeting of the Milwaukee association, a 
number of other local contractors signified their intention 
of taking the trip this year and it is believed that the 
Milwaukee group will be more extensively represented 
than has ever before been the case. 


NORTH CAROLINA COMPLETES CONVENTION PLANS 
The North Carolina Association of Plumbing and Heat- 
ing Contractors, Inc., of which L. P. Paschall of Durham, 
N. ©., is president, reports that plans are practically com- 
pleted for this year’s convention. Greensboro, N. C., has 
been selected as the meeting place and headquarters will 
be maintained at the Sedgefield Inn. This year’s meet- 
ing, which is the eighteenth annual convention of the 
association, will be held on May 31 and June 1. 





BUREAU INCREASES FIELD FORCE 

In an announcement just made by the Plumbing and 
Heating Industries Bureau, Evansville, Ind., it is stated 
that “‘The bureau now has seven field men and one woman 
actively engaged in the field to more thoroughly cover the 
country and give assistance to a greater number of master 
plumbers and heating contractors, and their associations. 

“Col. W. G. Archer, who is already well known to the 
trade, will continue his public relation work in the field 
through various civic organizations. 

“B. Joseph O’Donnell, better known as ‘Joe,’ will con- 





John C. Keene * John R. Denning 
centrate his efforts in the states of New York and New 
Jersey, and will render every possible assistance to asso- 
ciations in strengthening their organizations. 

“D. C. Lindsay, of many years’ experience in the plumb- 
ing and heating industries, has been assigned for an in- 
definite period to the Pittsburgh, Pa., district, where he 
will co-operate with all branches of the industry to de- 
velop the industries’ interest in that section. 

“John R. Denning, for a number of years the business 
manager of the Fort Worth, Tex., association, and active 
in state association affairs, has been assigned to cover the 
southern section of the Pacific coast territory with an 
office in Los Angeles, Calif. | 

‘‘Miss Ida M. Anderson, a former member of the board 
of directors of the National Federation of Business and 
Professional Women’s clubs, and past president of the 
Indiana club, will cover women’s conventions and group 
meetings to further the interests of the plumbing and 
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heating industries by arousing 
the women of the country to 
the need of better plumbing 
and heating equipment in the 
home. 

“S. G. Malone, whé for a 
number of years has been ac- 
tive in promoting the sales of 
plumbing and heating equip- 
ment, will concentrate his ef- 
forts in furthering the home 
rehabilitation movement, and 
will co-operate with and as- 
sist associations, groups and 
individuals, to localize the 
benefits of the movement by 
conducting remodeling cam- 
paigns. 

“John C. Keene, an experienced organizer, has been 





D. C. Lindsay 
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directed to take charge of the 
west coast branch of the bu- 
reau in San Francisco, Calif., 
from which point he will work 
with all branches of the in- 
dustry in the northern section 
of the Pacific coast territory 
to develop the industries’ bu- 
reau’s activities out on the 
Pacific Coast. 


“J. A. Kacher, former sec- 
retary, Lansing, Mich., Asso- 
ciation of Plumbing and Heat- 
ing Dealers, has been ap- 
pointed to represent the bu- 
reau in Oregon and Washing- 
ton, with an office in Tacoma, S. G. Malone 
Wash. Mr. Kacher will 
serve the northern section of the Pacific coast territory.”’ 





Kansas Association Calls Meeting To 
Discuss Credit System 


N THE “Wholesaler Resolution,’’ adopted at the 1926 
| convention of the national association, were certain 
observations on credit practices in the trade. Pursuant 
to that resolution, the Kansas state association, at its last 
convention, held in March of this year, passed a resolu- 
tion of its own: ‘“‘that the master plumbers favor a system 
of credit beneficial to this industry.”’ 

In the call sent out for a conference on the matter of 
credits, and addressed to the wholesale and manufacturing 
branches of the industry, the executive board of the Kan- 
sas association said: ‘‘We are free to admit a credit sys- 
tem has been given deep concern for some time past by 
the foremost Kansas Master Plumbing and Heating Con- 
tractors, but the one thing that gave our association the 
incentive to adopt this resolution was the great address 
given our body by your Mr. W. C. Green, secretary-man- 
ager of the Southwest Credit Bureau. At the last meeting 
of the Executive Board it was unanimously agreed to give 
your central district manager any support that was within 
the board’s power.” 

This last offer of co-operation was the keynote of the 
frank discussion of the problems common to the manufac- 
turing, wholesaling and retailing branches of the trade at 
the conference held in Wichita, Kans., on May 18. 

Carl McGregor, vice president of the Kansas associa- 
tion, opened the meeting with a brief statement of its 
purposes. Wm. Threlfall, president of the Kansas asso- 
ciation, said: ‘‘We are here in an effort to build our in- 
dustry. We want to find out if we can get a little more 
of the consumer’s dollar than is coming our way at pres- 
ent. We think that no home is modern unless it has two 
baths. We would like to know if you can help us to be 
better merchandisers.”’ 

Following a general meeting, a meeting was held with 
the representatives of the wholesalers present, which 
lasted until luncheon time. After lunch a meeting of 
manufacturers’ representatives was held. Mr. McGregor, 
in opening this meeting, referred to the need for the 
creation of a greater volume of business. At the sugges- 
tion of W. J. Hebenstreet, manager Kansas City branch 
of Kellogg-Mackay Co., Mr. McGregor asked the represen- 
tative of “Domestic Engineering”’ in attendance to outline 
the activities of this paper in endeavoring to develop new 
markets for plumbing and heating contractors. 


This had reference to several phases of the situation: 
First, the survey published to show the tremendous mar- 
ket for new business from old homes; second, the ‘‘Plumb- 
ing and Heating Merchandising”’ sections which this paper 
has been publishing for about sixteen months, covering 
every phase of merchandising; and, third, the merchandis- 
ing help which has been offered to a number of plumbing 
and heating contractors in solving their individual prob- 
lems. 

Attention was called to the recent formation of the 
Home Modernizing Bureau of the national building in- 
dustry, of which Walter J. Kohler, of Kohler Co., was 
elected president. This action showed, said the speaker, 
that the plumbing industry is active in a national way 
promoting remodeling. It only remained for local units 
to take up the work. 

A splendid spirit of co-operation between the three 
branches of the industry seemed in evidence in the frank 
discussion of matters requiring adjustment. Kansas has 
been leading the way for some time in the matter of trade 
relations, and this meeting will undoubtedly make its 
influence felt in a number of nearby states. 

Those in attendance at the meeting were: Carl Mc- 
Gregor and Wm. Threlfall, vice president and president, 
respectively, of the Kansas association; Fred Bowers, Wm. 
Ball, K. Sawyer, Thos. Harkey and W. T. Polley, who make 
up the executive board of the state association. 

The following attended for the other branches of the 
industry: W. B. Talbott, for Baker Mfg. Co.; W. J. Heben- 
street, for Kellogg-Mackay Co.; V. Ferguson, for U. 5S. 
Supply Co.; G. H. Gorton and T. A. Stockskill, for W. B. 
Young Supply Co.; Mr. Ralston, for Joplin Supply Co.; 
Karl Davis, for Salina Supply Co.; A. C. Getrick, Dion 
Co.; O. J. Timberrin, for Eagle-Picher Lead Co.; F. F. 
Dodds, for American Radiator Co.; R. D. Shelton, for 
Kohler Co.; R. H. Graham, Crane Co.; F. P. Hitchcock, 
Herman Nelson Corp.; W. A. Russell, U.S. Radiator Corp.:; 
W. O. Golden, O. E. Specialty Mfg. Co.; J E. Hesser, Stand- 
ard Sanitary Mfg Co.; A. J. Bell, John Wood Mfg. Co.; W. 
C. Shanley, Imperial Brass Mfg. Co.; M. A. Montken, Ster- 
ling Brass Co.; Geo. G. Gebhart, Hotstream Heater Co.; 
K. H. Smith, American Radiator Co.; T. J. Price, Crane 
Co.; I. L. Roark, C. F. Church Mfg. Co.; J. M. O’Conner, 
Cc. A. Dunham Co. 
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AMERICAN PLUMBING GOODS HAVE PART IN 
SPANISH EXPOSITION 

Included in the forty thousand dollars worth of build- 
ing material now being exported from this country to 
Seville, Spain, are modern American plumbing goods. The 
materials are being shipped for use in the construction of 
the United States government buildings in the coming 
Ibero-American Exposition to be held in that city. One of 
the United States buildings is to be permanent, and will 
be used as the consulate after the exposition. 





NATIONAL ADVERTISING CAMPAIGN BEGINS TO 
BEAR FRUIT 

The national advertising campaign that has been 
launched by the Plumbing and Heating Industries’ Bureau 
has already begun to bear fruit, especially when local 
newspaper retail advertising is tied up with it as in the 
case of John A. Quinn, chairman of the apprenticeship 
committee of the National Association of Master Plumb- 
ers. Mr. Quinn, whose place of business is in Frankford, 
Pa., one of the suburbs of Philadelphia, advertised in a 
Frankford newspaper, using the material which appeared 
in the first national advertisement. 

In his copy, Mr. Quinn called attention to the ‘‘Post’’ 
advertisement and used as a caption, ‘‘Don’t Let Any 
Arteries Harden in Your Home.’’ The copy further called 
attention to the fact that the hidden piping formed the 
arteries of the home and that it must not be allowed to 
fail through -neglect. Urging that he be permitted to 
make a health examination of the plumbing and heating 
equipment, Mr. Quinn attached his name, address and 
telephone number. The advertisement, which was sup- 
plied by the Plumbing and Heating Development League 
of Philadelphia, pulled 32 inquiries, all of which proved 
to be real live prospects. . 

Several days following the appearance of the issue of 
the ‘‘Post’’ bearing the bureau’s advertisement, more than 
200 requests were received at Evansville from master 
plumbers for hook up materials, such as stickers, stream- 
ers, etc., all of which bear the caption, ‘‘Make a Health 
Exaniination of Your Home.” 





VIRGINIA HAS STATE EXECUTIVE SECRETARY 

At the first meeting of the 
newly elected board of direc- 
tors of the Virginia Asso- 
ciated Plumbing and Heating 
Contractors, held in  Rich- 
mond early in May, arrange- 
ments were made for B. Y. 
Kinzey, executive manager of 
the Richmond association, to 
act as exectitive secretary of 
the state association. 

Mr. Kinzey’s appointment 
will not change the present 
districts in the state and C. 
F. DeLaBarre will continue 
to cover the territory around 
Norfolk and H. H. MacKenzie 
the territory around Roanoke. 
Mr. Kinzey will continue to 
cover the central district, but 
in addition will edit a 
monthly news letter to the trade and handle the detailed 
organization work in the campaign for the enactment of 
a state plumbing code and licensing law at the 1930 ses- 
sion of the state legislature. 

The directors believe that the attempt before the 1928 
legislature failed because proper educational work had not 
been done throughout the state, and every effort will be 





B. Y. Kinzey 








DOMESTIC ENGINEERING 79 





LOW PRESSURE up to 50 lbs. 


EROFIN see 
Tube-Plate Construction 


Whatever you ’ve wished for in 


a Fan System Heating Surface 
you'll find in Aerofin! 


Non-Corrosive—Compact—Lightweight 
Encased Units, installed quickly and cheaply 


Bulletins upon request to Aerofin Corporation, 750 Frelinghuysen Ave., Newark, N. J. 


25 to 350 lbs. HIGH PRESSURE 


gauge steam 4 FROFIN 


. 
Ro % - 
“0 s: 
. 44 
Sf ‘; 
ft, fa 
- 
* se 
°, * 


cece eeaseee 




















Continuous Seamless Tubes 
‘The Laundry Stove 
with a Brass Fire Pot 


For an all brass hot water 
system. 

Specify brass fire pot 
when ordering. 

See Page 42, Catalog 67. 
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made to overcome this difficulty, so that the bill will have 
the support of many of those who opposed it through ig- 
norance of its intent. 

Publicity will be issued to the press of the state weekly 
under the present plan and Mr. Kinzey will appear before 
the civic and women’s clubs and business and professional 
organizations throughout the state, using as his subject, 
“Civilization’s Greatest Gift,’’ in a presentation of the 
value of the plumber to the community, ending with a 
request for better sanitary laws. 





A SCHOOL FOR WELDERS 

A school for welders will be offered this summer by the 
department of practical mechanics of Purdue University, 
Lafayette, Ind., for the benefit of men wishing to receive 
expert training in the art of welding. This course has 
been developed through a very close co-operation between 
the industries and Purdue University. It includes lec- 
tures, demonstrations and practice in oxy-acetylene and 
electric welding. 

Instructions in the above subjects will be given by 
experts well qualified to teach all phases of the work. The 
time required for the course is nine weeks of forty hours 
per week beginning June 14, 1928. 

Because of the popularity of this course it may be 
necessary to limit the number of students admitted. Ap- 
plications will be filled in the order in which they are 
received. Those interested should write to the Depart- 
ment of Practical Mechanics, Purdue University, Lafay- 
ette, Ind. 





PORTLAND TO HAVE APPRENTICE BUILT 
RESIDENCE 

The Oregon Building Congress, Portland, Ore., is com- 
ing forward with a program directed toward helping ap- 
prentices in the building trades. A unique undertaking 
in the way of a residence which will give employment to 
the hundred young men who are students of the Portland 
apprenticeship school conducted in the Stephens building, 
is now announced. 

This project will have the help of building service agen- 
cies in all lines, and has the endorsement of the Oregon 
Chapter of the American Institute of Architects, the Build- 
ing Trades Council, which includes representatives from 
all contracting trades, the Associated General Contractors 
and the state vocational department. L. E. Brigham, su- 
pervisor of vocational training in Portland, has been placed 











Top row: E. L. Burke of Gary, Philip Stauf of Muncie, Joseph 
Cannon, Sr., of Chicago. Bottom row: H. A. Grant, 8. N. 
Grant, 0. L. Klein all of Evansville. Photos taken at the 
recent convention of the Indiana Society of Sanitary Engineers 
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in direct charge of this building program of the Oregon 
Building Congress. 

Architects have been asked to submit plans for this pro- 
posed home, and from these types the selection will be 
made for the design. It is expected that the residence 
will cost between $5,000 and $7,500, although the exact 
amount will be determined later. The site will be on 
Reed College Place. 


The object is to give a practical demonstration of work | 


that is actually being accomplished in the apprenticeship 
school. All work on the residence will be done by quali- 
fied apprentices in the building trades who have done 
work at the school. They will work under a supervising 
instructor in each special trade. 

The value of this project to the apprentices is that their 
viewpoint will be broadened in relation to their work, as 
the connection of their own industry to that of all other 
building industries will be demonstrated in working on 
the model home. They will be made to feel the responsi- 
bility for the entire structure and there will be a certain 
pride stimulated not possible in a plumbing job intended 
merely to teach plumbing features. 





DELAWARE COUNTY LADIES’ NIGHT ATTRACTS 
LARGE ATTENDANCE 


One of the largest gatherings that ever assembled for 
the annual banquet and ladies’ reception of the Master 
Plumbers’ Association of Delaware County, Pa., was pres- 
ent recently at the Masonic Temple, Chester, Pa. 

James F. Rhoads, president of the organization last 
year, acting in the capacity of toastmaster, introduced at 
the conclusion of the dinner, his successor, George J. Dig- 
gins, also David S. Sanderson of the Philadelphia Subur- 
ban Association; George Mitchell, president of the Chester 
school board; John Butterworth, secretary of that board; 
John F. Bower, newly elected city treasurer, and Frank 
Cotter, director of vocational training of Chester. The 
master of ceremonies expressed the condolences of the as- 
sociation to Philip M. Barrow, whose wife died recently. 

George Wobensmith, president of the Plumbing and 
Heating Development League of Philadelphia, when pre- 
sented, told of his pleasure at being present at such a de- 
lightful gathering, and added that every man engaged in 
the industry should affiliate with the master plumbers’ or- 
ganization if ror nothing more than the friendships that 
are developed. 

James H. Lutz, Jr., president of the Pennsylvania State 
Association, voiced his pleasure at the number of educa- 
tional men present and called attention to the things that 
the master plumbers are endeavoring to do for boys. He 
also outlined some of the activities during the past year 
of the state officers, among them the organization of five 
new associations. * 

Harry W. Hammersla, state secretary, introduced as 
“pep personified,” outlined some of the plans for the state 
convention at Reading next month. Among these were 
the plan to hold a meeting of the local presidents and sec- 


-retaries and the plans of entertainment for the ladies that 


have been made by the Reading organization. 

E. J. Flentje, manager of the Philadelphia Plumbing 
and Heating Development League, called attention to the 
newspaper advertising that is being conducted by the 
League and to the fact that it is drawing a greater amount 
of interest from the public than was anticipated. 

The committee making the arrangements were James 
F. Rhoads, chairman; H. W. White, W. F. White, B. T. 
Simpers, Leon Hand, G. J. Diggins, Thomas Shaffer, E. J. 
Ford and P. M. Barrow. 

The funds derived from the affair are to be used in the 
furtherance of the apprenticeship training work in which 
the Chester association is engaged. 
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Steam 
Service 





Now the same dependable leakless service by BADGER 
SELF-EQUALIZING EXPANSION JOINTS is ob- 
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high temperature fluid lines. Telescoping monel metal 
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on superheated steam and light temperature fluid lines. 
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copper expansion element. No stuffing boxes are added. 
The packless joint affords no chance for leakage. The 
maintenance is nothing. 

Heavy cast iron equalizing rings distribute the stresses. 
That is why the joints last indefinitely under the 
severest temperature changes. 


Furnished with flanges or with steel or wrought iron 
pipe nipple ends for welding into the pipe line. 


Write for Bulletin 


E. B. BADGER & SONS CO. 
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HE regime of 
James H. Lutz, 
of., president 
of the Pennsylvania 
State Association of 
Master Plumbers, and 
his cabinet came to a 
close after two years 
of unceasing activity 
with the conclusion 
of the association’s 
thirty-fourth annual 
convention held May 
14, 15, 16 and 17 in 
the Rajah Temple at 
Reading. The appre- 
ciation of the president’s and his officers’ two terms of 
office was well deserved, as their work was shown by the 
fact that the convention was the largest in point of attend- 
ance with a total of 800 registrations and that close to 
the maximum number of delegates present voted un- 
reservedly to contribute $500 to the Plumbing and Heating 
Industries’ Bureau and to present a state-wide plumbing 
code for passage at the next convenement of the state 
legislature. This latter action is the culmination of many 
years of effort to devise a draft of a code acceptable to 
the entire association. 





Howard G. Yocom of Reading, newly 
elected president 


ELECT NEW OFFICERS 

Ho vrecice G. YOCOM of Reading, was elected to the 

presidency and David S. Sanderson of Drexel Hill 
was made vice president. John Graham of Pittsburgh and 
George H. Hicks of Philadelphia were elected directors, 
succeeding Harry L. Stilwell of Philadelphia and S. S. 
White of Pittsburgh. Mr. Yocom as his first official act 
appointed Christian Bachofer of Reading as state secretary- 
treasurer, which ac- 
tion was concurred in 
by the delegates. 

Paul O. Keppelmann 
of Reading, presented 
huge baskets of flowers 
to the newly made 
president. Mr. Keppel- 
mann acted for the 
Reading Kiwanis Club, 
of which he and Mr. 
Yocom are fellow mem- 
bers, the Reading Mas- 
ter Plumbers’ Associa- 





tion, and Harry S&. 
Fichthorn, a close 
friend and_ “fellow 
Kiwanian. 


At the conclusion of 
the invocation by Reverend Robert H. Ischinger and a 
short address by the Honorable J. Henry Stump, mayor 
of Reading, in which he pointed out that it was not until 
master plumbers had introduced sanitary methods of sup- 
ply and disposal installations that the medical profession 
made progress in conquering disease, President Lutz, who 





George F. Uber of Philadelphia, George M. Hicks of Philadelphia, newly 
elected state director; Maney J. Feeney, president of Philadelphia asso- 
ciation; John A. Quinn of Philadelphia, national director 


Pennsylvania Associatio 
Endorse John A. Quinn for National 


Vice-President 


guided the proceedings, appointed the following commit- 
tees: Auditing committee, Joseph Ressler of Lancaster, 
Verner E. Warren of Pittsburgh and Paul B. Greger; 
credential committee, E. D. Swoyer of Allentown, J. How- 
ard Fritz of Reading and W. J. Richardson of Williams- 
port; resolutions committee, R. H. Pflug-Felder of Phila- 
delphia, J. H. Keane of Pittsburgh and A. R. Burlingame 
of Bethlehem; seargeant-at-arms, W. F. Karbel of Reading. 


ENDORSE JOHN A. QUINN’S CANDIDACY 


HE first of the resolutions to secure favorable action 

by the assemblage following the interesting discus- 
sions which marked some of them prior to passage, par- 
ticipated in by large numbers on the floor, was that in 
which the delegates to the national convention were in- 
structed to place the name of John A. Quinn of Philadel- 
phia, national director, in. nomination for the vice presi- 
dency of the national association. 

The second was to put before each of the local associa- 
tions a plan of establishing a fund to employ a state field 
man and for advertising, by a contribution of one dollar 
a month from each member. 

Third, the convention voted as being in favor of the 
Plumbing and Heating Industries’ Bureau and to contrib- 
ute $500 from the state treasury to the funds of that in- 
stitution. The fourth resolution to be dealt with favor- 
ably was that in which every master plumber was urged to 
do all in his power to interest his local municipal authori- 
ties to create more public comfort stations. 

The fifth embodied instructions to the incoming officers 
to lend their support in the litigation as to whether or not 
the owner of a building has the right to do his own plumb- 
ing, which is confronting the Hazelton master plumbers. 

The incoming officers were instructed to appoint a 
committee to compile for all locals the data on court ac- 
tions and discussions in the several other cities in the 
state. 

The sixth resolution, 
which was drawn from 
a recommendation 
made by H. W. Ham- 
mersla of Harrisburg 
in his report as secre- 
tary -treasurer, was 
that the names of men 
placed in nomination 
for offices should be se- 
lected tentatively by a 
nominating committee 
appointed by the pres- 
ident. This action will 
not necessarily elimi- 
nate nominations being 
made from the floor, 
but will facilitate elec- 
tions at future conventions. Favorable action was taken. 

Several of the recommendations which were included 
in the report of President Lutz were acted on favorably. 
The first suggested that a committee be formed to gather 
and compile in pamphlet form for distribution among 
members and non-members, an outline of the objects and 
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Holds Largest Convention 
Elect Howard G. Yocom as New 


President 


accomplishments of the association. Another was to em- 
power a committee with the right to go over the old cor- 
respondence files of the state association and destroy un- 
important matter. The third had to do with the request 
made by the national body that the term ‘trade relations” 
committee be abolished; therefore, it was voted to change 
its name to the conference committee, to be composed of 
the state president, vice president, and one member of 
the board of directors to be chosen by the president. 

C. F. Troutwine of York, in his report as chairman of 
the membership committee, outlined a membership plan 
that divided the state into 10 zones under the direction of 
as many generals, sub-divided into the 67 counties under 
a like number of captains, and said that out of the leading 
cities in the counties at least 600 new members could be 
obtained. The leaders with aides in each of the cities, all 
master plumbers, will have at their disposal amounts of 
money intended to defray traveling and other expenses. 
This proposal was adopted, as were several made by the 
sanitary committee. David S. Sanderson, chairman of the 
sanitary committee, succeeded in having the delegates 
concur with his group that the incoming committee pro- 
mulgate the public comfort station insignia with the aid of 
funds to be apportioned, also that they continue to pro- 
mote better sanitary conditions in theaters, hotels, res- 
taurants, factories, etc., throughout the 
state. 

In addition to the recommendations 
which he included in his report Presi- 
uJent Lutz described in detail the many 
trips he and his officers had made dur- 
ing the year in the interests of the as- 
sociation, which resulted in putting it 
in a stronger position than it ever be- 
fore has enjoyed... He also acknowl- 
edged the courtesy the New Jersey state 
body. extended Pennsylvania in chang- 
ing its convention date so that the two 
meetings would not conflict. In con- 
clusion, the president complimented his 
Officers and the members: of the organi- 
zation who aided him in his work. He 
also complimented the efforts and ac- 
complishments of H. W. Hammersla, 
his secretary-treasurer. 


MEMBERSHIP SHOWS GOOD 
INCREASE 

N HIS report Mr. Hammersla said, 
I “Although the work of our organi- 
zation is showing marks of progress 
with that smoothness that characterizes 
programmed activity, there are many 
phases of our endeavor that are far 
from being ideal.’””’ He made a plea to 
the delegates to induce young members 


of the organization to accept greater re- Richard Turner 





Top row: John H. Keane and S. S. 


White of Pittsburgh. Middle row: 
of Wilkes-Barre; charge, and the local journeymen 






plumber, Mr. Ham- 
mersla recommended 
that a modern plumb- 
ing code be adopted 
to govern uniformly 
the Commonwealth of 
Pennsylvania in _ its 
rural and populated 
communities alike. 
He pointed out again 
the need of a full- 
time field representa- 
tive to promote the 
activities of state and 
local associations. ‘I 
wish again to recom- 
mend this year that the state issue permanent affiliation 
placards,’’ was another suggestion contained in the secre- 
tary-treasurer’s report. Mr. Hammersla listed in his re- 
port the ten new locals which have been organized during 
the year. These new affiliations with their memberships 
are: Lackawanna Valley, 13; Butler, 8; Bethlehem, 25; 
McKeesport, 13; Sharon, Mercer.Co., 18; Shamokin, 27; 
Woodlawn, 9; Sunbury, 12; Norristown, 17; Scranton, 32. 
With these acquisitions, the local associations now number 
3; 182 new members were added, the 
total membership now being 1,424. 

Mr. Hammersla also tendered the re- 
port of the special committee which was 
formed to assemble the changes that 
have been effected by vote from time to 
time with respect to the by-laws. These 
changes were set down as they had to 
do with the various articles and sec- 
tions. The assemblage of them as set 
forth in the report was ordered by vote 
in the form of a new issue of a book 
of by-laws. 

David S. Sanderson, of Drexel Hill, 
as chairman of the sanitary committee, 
read the report of his group, which set 
forth the results of a survey of the pub- 
lic comfort stations in the various cities 
of the state that was accomplished by 
mailing out questionnaires. The result 
showed that there is one station per 
every 4,800 inhabitants; 95 per cent 
were found to be in gasoline stations 
and 38 of the total in third class cities. 
As a corrective measure it was sug- 
gested that publicity be given the com- 
fort station sign. The report mentioned 
the new comfort station in Elwood City, 
the erection of which was completed 
with the aid of local master plumbers, 
who supplied the materials without 





James H. Lutz, Jr. of Harrisburg, 
retiring president 


sponsibility by offering their services to Dean C. B. Connelley. Bottom row: plumbers, who volunteered their serv- 
the state association. As a means of E- U- Flentje, manager of Plumbing jive, without charge. Mr. Sanderson 
read from the report that the sewage 
disposal situation in some cities was in 


creating a greater spirit of co-operation 
between the public and the master 


| 


and Heating Development League; 
Cc. W. Wanger, president of Wood- 
ward-Wanger Co, 
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Patent Plumbing Fixtures 


and Duojet Water Closets 


ALINE representing the most advanced ideas in 
sanitation. Economy of operation and ease of in- 
stallation. Duojet Closets — Flush Valves — Self-Closing 
Basin Cocks—Combination Lavatory Fixtures—Pop- 
Up Wastes — Liquid Soap Fixtures, etc. 


Manufactured and Sold Exclusitely by 
THE IMPERIAL BRASS MFG. COMPANY 
1231 West Harrison St. CHICAGO 
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A Real Relief Valve 


The Nelson Relief Valve is adjustable at 
any pressure (from 1# up to 175#) which 
may be required on the respective installa- 
tion. Listen for the click, an exclusive 
feature with the Nelson. 

The specially treated fibre disc of the 
Nelson is a positive guarantee against the 
danger common with rubber washers 
which usually vulcanize on to the seat 
and, by making a plug of the relief valve, 
defeat its purpose. 

The Nelson cannot possibly be converted 
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250 Stuart St. $2 3: Boston, Mass. 
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need of modernization. The report concluded with the 
suggestion that the incoming officers instruct the next 
committee on sanitation to continue this line of endeavor 
and made it known that a state code would satisfactorily 
correct this laxity. 


William M. Logan, of Harrisburg, chairman of the leg- 
islative committee, outlined the work his committeemen 
had done during the year, toward getting the state code in 
shape so that the convention could vote on its presenta- 
tion to the legislature for enactment. That the code had 
been revised and sent to all the various cities except Phil- 
adelphia, and in the instance of this district a meeting was 
arranged too late to materialize before the date of the 
convention, was also a part of the report. In concluding, 
it stated that 500 copies of the code were printed for dis- 
tribution. 

The educational committee’s report, as- presented by 
John H. Keane of Pittsburgh, chairman of that group, set 
forth the readiness with which trade education is obtain- 
able today as compared with the difficulties that attended 
its accomplishment in former years. For this reason, it 
was indicated by the report, apprentices should start early 
to acquire knowledge and each should be made to graduate 
just as any other professional man is required to do. The 





Top row: E. W. Livingston, M. L. Shaffer and C. J. Samuel, all 
of Johnstown. Middle row: Arthur Wilson of Collingdale, 
Charles E. Lucy, treasurer of East Lansdowne association, 
P. M. Barrow of Swarthmore, Joseph A. Bracken of Phila- 
delphia, all of Philadelphia Suburban Master Plumbers’ Asso- 
ciation. Bottom picture, front row: D. H. Alsop, J. E. Heffron, 
William E. Wolff of Alexandria, Va. Standing: E. J. Ewing, 
A. R. MeGonegal, Washington, D. C., plumbing inspector; John 
E. Boyland, W. L. Gary, George W. Hanes 


educational work that is being carried on by the Plumbing 
and Heating Industries’ Bureau to keep the industry 
abreast of modern times was another feature stressed in 
the paper. 

As the address of Mr. Yocom in his capacity of presi- 
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dent of the Reading association, formally opened the 
convention, together with the speech of M. J. Feeney, pres- 
ident of the Philadelphia local, in response to that of 
Mayor Stump; the introduction of past presidents, of 
whom ten were present; the committee appointments, an- 
nouncements of the day by Mr. Bachofer, general chair- 
man of the convention committee; an eulogy by George F. 
Uber of Philadelphia, charter member of the national 
body, on the late William McCoach; the introduction of 
ten master plumbers from the District of Columbia and 
one from Maryland, who were there to observe the pro- 
ceedings, led by A. R. McGonegal, chief plumbing in- 
spector of the District of Columbia, consumed the first 
morning session, so did the reading of committee reports 
and addresses by E. L. Flentje, business manager of the 
Plumbing and Heating Development League of Philadel- 
phia; C. W. Wanger, president of the Woodward-Wanger 
Co., Philadelphia, and William B. Helder of the Reading 
association occupied the afternoon session. 


Mr. Flentje, when presented to the convention, gave a 
terse outline of the endeavors and progress being made in 
the advertising campaign of the league. He stated that 
he had found, as the result of a survey, few people who 
knew the exact status of a master plumber and that an 
attempt was being made to tell the public through adver- 
tising just what the position is of the master plumber. Mr. 
Flentje then announced to the gathering that Mr. Wanger, 
aided by his secretary, Mrs. Lockhart, would in a little 
playlet depict the practices of a careless journeyman 
plumber and those of the clean, careful and thoughtful 
type. After this interesting sketch, Mr. Wanger explained 
that his idea in the presentation was to impress how 
the journeyman is the tie-up between customer and mas- 
ter plumber, and on him to a great extent depends the re- 
action of the public toward the industry. 


Mr. Helder, in an interesting discourse, warned the con- 
vention against the ‘‘high powered” salesman tactics. He 
advised master plumbers to adhere more closely to the 
attitude of selling only what they install and installing 
only what they sell. He also pointed out that plumbing is 
much above most other interests and that the time is not 
far distance when it will be placed on such a high pedestal 
that no comparison can be made with it and other lines of 
endeavor. 


HEAR FROM NATIONAL DIRECTOR 


pa A. QUINN, national director, of Philadelphia, in- 
troduced as Pennsylvania’s candidate for the vice 
presidency of the national organization, offered the regrets 
of Thomas F. Nolan, national president, for his inability to 
be present before beginning his address dwelling on the 
relations of local and state associations to the national 
body. After reading the standardized talk of the national 
association, he called attention to the $35,000 yet to be 
raised by the national association as its share toward the 
campaign fund of the industries’ bureau and appealed to 
the Pennsylvanians to contribute as individuals as well as 
through the state and local associations. He also pressed 
the local and state associations and individuals, among 
other things, to convince the public of the truth regarding 
plumbing, to draft a proper form of mechanics’ lien that 
will take priority over mortgages, to take advantage of 
the business help available in cost accounting and busi- 
ness ethics, and pay closer attention to credits. Mr. Quinn 
closed expressing the hope that all do their utmost in 
helping obtain the goal set by the national body to increase 
its membership by a thousand. 


An address which held the undivided attention of every 
delegate and many visiting plumbers was that delivered by 


DOMESTIC ENGINEERING 





85 


The Ohio Heater Co. has been making its No. 25 
gas heater for many years and in all the time 
the model No. 25 has been in operation in 
hundreds of homes all over the country 
it has never been costly in service. 
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Economy is one of the big talking 
points in selling any household necessity 
such as a water heater and you will find 
none more economical in operation than the 


Ohio No. 25. ‘3 “ $3 
OHIO HEATER CO., Columbus, Ohio 








Bali? Condensation outfits 


Built for service at a medium price. This Single 
Suction Class ‘‘O’’ Pump is fully automatic and is 
easily installed. 


A reliable condensation outfit that will give com- 
plete satisfaction. 


Complete details concerning ‘‘Buffalo’’ line of 
pumps sent on request. 


Buffalo Steam Pump Co. 


483 Broadway, Buffalo, N. Y. 


In Canada—Canadian Blower & Forge Co. Ltd., Kitchener,Ont. 
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C. B. Connelley, dean of Carnegie Institute of Technology, 
who, when introduced as a man most vitally interested in 
the plumbing industry in Pennsylvania, opened his talk 
with the assertion that he is interested in plumbing na- 
tionally. The dean, at the outset, pointed out that the 
Pittsburgh master plumbers first began the three-day in- 
stitute idea which has spread to seven states, and that 
even now the thoroughness of the work is not fully under- 
stood. He explained how at Pittsburgh they instruct mas- 
ter plumbers with a view of teaching them, among other 
things, how to broaden their businesses. Continuing, 
Dean Connelley spoke among other things of the several 
taxes one is required to pay, and made the point that mas- 
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Top row: W. J. Delaney, W. C. Williams and J. H. Campbell, 
all of Wilkes-Barre. Middle row: J. T. Decker, H. R. Leber, 
G. W. Maier, 8S. Florey, all of Scranton, R. H. Johnston, presi- 
dent of Scranton association. Bottom row: E. Hulsemann of 
Plumbing and Heating Industries’ Bureau, Evansville, Ind., 
C. A. Ruuk, of Harrisburg, H. Wileke of Hatboro, Paul B. 


’ Gregor, secretary of Lower Bucks & Montgomery County 


Association, Glenside 


ter plumbers should get something for this money in the 
way of vocational schools. Any high school where the 
population is large enough will establish classes and, ac- 
cording to the dean, school boards have sufficient money 
available with the aid of the government allowance of a 
dollar for every one supplied for this educational work. 
Another point stressed by Dean Connelley was the need of 
the help of master plumbers with their practical knowl- 
edge for teachers so as to guard against the predominance 
of the technical side of instruction over the practical. He 
paid tribute to the Plumbing and Heating Industries’ Bu- 
reau and to John A. Quinn as having done a great deal 
toward making Pennsylvania the most progressive state as 
regards the apprenticeship proposition. : 

Russell G. Creviston, manager of the Plumbing and 
Heating Industries’ Bureau, asserted that the World War 
has advanced people 30 years ahead of where they would 
have been if the ordinary cycle of change had gone on, and 
pointed out that this presents a selling problem that re- 
quires considerable thought in meeting it adequately. He 
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cited the national and group advertising campaigns as 
methods of overcoming the disadvantage at which the 
plumbing and heating industries find themselves. To em- 
phasize the need of concerted effort in order to work 
constructively, Mr. Creviston said: ‘‘No industry can hope 
for success that does not have highly organized trade as- 
sociations to handle its group problems,’’ and cited the 
progress made by the electrical industry through its united 
front. 

Mentioning the field personnel of the bureau, Mr. Crevis- 
ton stated that there are now ten full-time men, each with 
a definite duty assigned, and four part-time men in the 
field, all of whom are delegated to states according to need 
and the finances of the bureau. Touching on the sales de- 
velopment work now going on in Philadelphia, the speaker 
said, ‘Investigation has disclosed that there are 1,000 of 
the 1,800 so-called master plumbers who are incompe- 
tent, and it is necessary to make a study of this problem 
and try to build them up, as they must be either con- 
verted into good business men or eliminated if we are to 
move ahead.’’ In discussing the national advertising, the 
bureau manager said that it has already proven that it is 
going to put the industry in a better light with the public, 
make master plumbers feel better, and get some business. 
He also explained the proper methods of tie up. Mr. 
Creviston said that he feels a national plumbing code is 
essential to fully enjoy the benefits of national advertis- 
ing. Another point brought out was that the public judges 
associations by the leaders; therefore, care must be exer- 
cised in the selection of all officers. His last remarks 
called attention to the fact that while field men can sell 
the association idea to non-members, they can not get 
them to sign on the dotted line because the bureau repre- 
sents some twenty odd groups in the industries. 


ENTERTAINMENT FEATURES 
HE social side of the convention of the Keystone state 
master plumbers was officially begun with a well-at- 
tended reception and dance held on the evening of May 
14 in the ball room of the Rajah Temple. 

The following day the 300 ladies in attendance were, as 
guests of the Reading women’s auxiliary, taken for an auto 
ride through scenic Berks County, stopping at the Elks 
Home for luncheon. In the evening they were entertained 
at bridge by the same hostesses, while the men attended a 
Dutch supper in the grill room of the Temple. 

On Wednesday evening the convention program was 
concluded with a banquet served in the banquet room of 
the temple, followed by an entertainment and dance. More 
than 800 were seated in the brilliantly arranged banquet 
hall, and at the conclusion of the dinner, with E. D. Van 
Denberg, Reading, a former state president, acting. as 
toastmaster, a number of three minute speeches were 
given. John A. Quinn, James H. Lutz, Jr., and H. W. 
Hammersla spoke. Other speakers were Secretary-elect 
Bachofer; President-elect Yocom: Verner E. Warren, 
president of the Pittsburgh association; City Councilman 
James H. Maurer, William J. Smith, George W. Snyder 
and Jacob H. McConnell. 





James Jarcho 

James Jarcho, one of the oldest and most prominent 
members of the Brooklyn branch, Association of Master 
Plumbers of the City of New York, died on Sunday, May 
14. Mr. Jarcho was an associate of the firm of Voletsky 
and Jarcho, 305 Stone avenue, Brooklyn, and was very 
Well known in the trade. His death was unexpected, as 
he had been brought to the Suydenham Hospital in New 
York City from Atlantic City earlier in the day, physicians 
believing at the time that he was on the road to recovery. 
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Are You Tired 


of all these promises 


about PROFITS 
9 


66 VERY salesman who comes in here 

sings the same song, they all tell me 
I’ll make big profits with their oil burner.” 
That is what most heating contractors tell us, 
and point to plenty of evidence of dealers who 
have not made profits. 


Isn’t it possible that the type of oil burner and 
the sales policy behind it have something to 
do with success—or failure? 


That may be the reason why Caloroil dealers 
who have sold hundreds of burners have a 
total service cost of only 75c to $1.50 per week. 
Somehow, service doesn’t seem to worry them, 
and they really are able to point to good 
profits. Profits that are kept, not frittered 
away in service calls. 


No Pressure Sales 


Caloroil sales policy avoids high pressure 
methods, ‘‘loading’’ dealers or setting quotas 
that are burdensome and often not even pos- 
sible. The Caloroil policy is based on making 
sales for you, not to you. 


Maybe you would like the facts. Proof, not 
claims. You can then form your own judg- 
ment. We want dealers who can think for 
themselves. Are you that type? 


CALOROIL BURNER CORP. 
225 West 34th Street 
New York City 


CALOROIL BURNER CORP. 
(DEPT. 21) 


225 West 34th St., 
New York City. 


Send along the facts. 
NAME....... 
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Oklahoma Plans Larger Membership 














Sam A. Rice of Oklahoma 
City, new president 


ITH the object of 
\ \ bringing the state 

membership to 
something over two hun- 
dred, the twenty-sixth an- 
nual convention of the 
Oklahoma State Associa- 
tion of Master Plumbers, meeting in Tulsa, May 14 and 15, 
worked out a plan to subdivide the four existing zones, 
with lieutenant-governors in each of the sub-divisions, 
working closely with the zone governors to accomplish 
the purposes of the association. 

Sam A. Rice, of Oklahoma City, elected by this conven- 
tion to be its president, which office he held two years ago, 
called the attention of the meeting to the need for the 
new plan: ‘After driving around the state,’”’ he said, “we 
find that the zones as now constituted are too large for 
the governors properly to handle them. I suggested at 
the meeting of the board of directors that we keep our 
four zone governors, as we now have them, and subdivide 
the zones, allowing the zone governors to appoint their 
helpers in these sub-zones so that meetings will occur 
more often.” 

H. O. Green, of Tulsa, retiring president, called atten- 
tion from the chair to the Texas plan adopted in that 
state last month and suggested that a similar plan be 
agreed upon for Oklahoma. Mr. Rice submitted his sug- 
gestion in the form of a resolution which was duly adopted 
by the convention. 
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lL. M. Megee of Tulsa, new vice president; A. T. Hogle of 
Muskogee, retiring vice president 


Association Sub-Divides Mem- 
bership Zones 





Left to right: W. F.. Black of Enid, treasurer; E. G. Byrd, 
field representative of the Heating and Piping Contractors 
National Association; J. J. Cosgrove of Oklahoma City 








H. O. Green of Tulsa, re- 
tiring president 


Prominent among the 
visitors to the convention 
were Mr. and Mrs. E. D. 
Hornbrook, Kansas City, 
Mo. Mr. Hornbrook at- 
tended as chairman of the 
Trade Relations Commit- 
tee of the national association, and Mrs. Hornbrook as 
president of the national auxiliary, as the invited guests 
of the convention. 


In a few brief remarks at the first session, Mr. Horn- 
brook said that his committee has adopted a standard 
credit system which will be recommended at the annual 
convention in Memphis. The committee will also revise 
the qualifications for membership, and is leaning in the 
direction of a more selective membership. 

At a later moment, Mr. Hornbrook presented the stand- 
ardized talk which his committee has prepared to be de- 
livered by representatives of the national association at 
the various state conventions. 

As a preface to this report of his committee, Mr. Horn- 
brook said: “In the future the state association must be 
more reliable in its work with the national, and more re- 
sponsibility must be undertaken by the states in carrying 
out our affairs, under the rules of the national.”’ 

At one point in his report, Mr. Hornbrook said: ‘‘I be- 
lieve it is fair to make this statement: That there were 
three members on the executive board who were not in 
harmony with the operation of the bureau prior to 1928. 
We thought there were some things which should be done 
which were not done. Consequently a new line of thought 
is being put into operation and I believe everybody inter- 
ested on the board and on this committee thoroughly en- 
dorses it.’’ 

And further: “At the meeting in Chicago in March, ! 
want to say to you that all conditions were cleared up and 
satisfactorily cleared up, so that we know exactly where 
we are going to stand. We believe in field service. At 
this meeting in Chicago it was distinctly decided that 4 
certain sum of money would be set aside for the use of 
field men, and those field men would be out under the 
instructions of the Trade Relations Committee, it being 
distinctly understood that the plans of this committee 
would be laid before the executive committee of the bureal 
for their endorsement. It does not take anything out of 
the hands of the bureau, but we do feel that when 2 
organization asks us to support it to the extent of the sum 
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of money to be set aside for that purpose, we should have 
some voice in saying what should be done.” 

Mrs. Hornbrook also spoke briefly at this first meeting, 
asking the privilege of a few moments later in the pro- 
gram to place a matter which she felt of great importance 
before the convention. This was the matter of solicita- 
tion of wholesalers and manufacturers in connection with 
social affairs of the master plumbers’ organization. It 
was felt that this practice should be discontinued and 
such was the sense of the meeting. 


PRESIDENT GREEN’S REPORT 


N HIS remarks preliminary to the reading of the report 
I of the Trade Relations Committee, Mr. Hornbrook con- 
gratulated President Green on his concise, factual report 
covering the year’s work. Since taking over the office of 
president, Mr. Green has been named by Thomas F. Nolan, 
national president, to be a director of the national body. 
Mr. Green combined his report as president and delegate 
to the national convention. 

In opening his report, he said that yearly conventions 
are not sufficient to carry on the work of the association. 
He hoped, therefore, that the zone system would be con- 
tinued, in accordance with the plan advanced to sub- 
divide such zones. 

He told of the scholarship work of the national associ- 
ation, and the work it is doing in developing a future gen- 
eration of master plumbers. In connection with the 
commercial seal, he said that it had come to the attention 
of the national association that this seal was being used 
in advertising entirely surrounded by type. This, he said, 
is prohibited. The seal is to be used, but it must be set 
in a space by itself. 


Mr. Green urged that the members join the various civic 


bodies. ‘‘We should be in those civic bodies,’’ he said, 
“attend their meetings regularly and every opportunity we 
have should say a good word for the plumbing and heat- 
ing industry. I know in-that way you can make yourself 
an influence in your city, that you can soon convince your 
fellow citizens that your business is a real profession, that 
you are just as important in the life of your city as any 
other trade or profession.’’ 

He urged the master plumber to pay attention to the 
journeymen, because they represent the master plumber 
in his customers’ homes, and indicated strongly the need 
for good merchandise displayed in well-kept sales rooms. 

In a brief survey of business conditions, Mr. Green said 
that the master plumber must look for increased volume, 
at a profit, from the old homes in the community. Later 
in the program he read figures, compiled by ‘Domestic 
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Carl McGregor, vice president, and W. F. Polley, secretary of 
the Kansas state association 


Engineering,’ to show that there is a potential market 
for plumbing and heating goods alone, in the owned homes 
of Oklahoma, amounting to over five million dollars. Mr. 
Rice, when the figure had been read, took the floor to 
point out that this five million dollars represented only 
the cost of material—that the actual volume would be 
four times that amount, when labor, overhead, etc., had 
been added. 


CONVENTION COMMITTEES 


OMMITTEES appointed by Mr. Green to carry on the 
C work of the convention were as follows: Credentials 
committee, E. L. Freeman, Tulsa; Ray Hanson, Oklahoma 
City, and Clair Gillert, Ponca City. Auditing committee, 
J. H. Carnahan, Tulsa; A. E. Littlejohn, Bartlesville, and 
J. J. Cosgrove, Oklahoma City. Resolutions committee, 
E. D. Fishback, Bartlesville; C. A. Powell, Blackwell, and 
R. J. Reid, Shawnee. L. E. Huddleson, of Tulsa, acted 
as sergeant-at-arms. 


PROMINENT VISITORS ALSO TALK 


PEAKERS on the program included Wm. G. Bergner, 
S secretary, Plumbing and Heating Industries’ Bureau, 
and E. G. Byrd, field representative, Heating and Piping 
Contractors National Association. Mr. Bergner gave an 
exhaustive account of the work of the bureau, told of the 
national advertising campaign now being carried on, and 
how the individual master plumber could tie up with it. 
He also told how the master plumbers of Ohio are work- 
ing with the women’s clubs of that state to better living 


conditions. 


Mr. Byrd brought the message of ‘‘Certified Heating,”’ 





Group of delegates and guests attending the convention of the Oklahoma Master Plumbers’ Association 
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Haas 


Flash Valves for use in combination with 
all styles of bowls for all classes of 
service to operate under low or high 
pressure water supply. 


Water Closets for every type or class of 
service. 

Frost Proof Closets. Direct flush 
or after flushing 


Write for catalog. 
Philip Haas Co., Dayton, O. 


““TABER 


‘sts Automatic Midget No. 1 


SUMP PUMP 


- A cellar drainer that is made 
to keep cellars dry rather 
than to meet a price is good 
for both contractor and build- 
ing owner. 


BE SURE! INSTALL A TABER 
Bulletin 727 gives the details. Write for it. 
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TABER PUMP COMPANY 


Building quality pumps 69 years Buffalo, N. Y 
e una Oo, ° ° 


Sewage, Centrifugal, Rotary, Special 290 Elm Street 


EAFCO Ideal 2in1 


RAINLEADER 
and 
CESSPOOL 









If you are looking for a rain- 
leader and cesspool with the 
long outlet (Philadelphia regu- 
lation) to caulk into bell of 4- 
inch soil pipe, here is what you 
need. It will last for years 
and give satisfactory service as 
long as it is in use. 


See your jobber or write for our catalog 


EASTERN FOUNDRY CO., Boyertown, Pa. 























RADIATOR HANGER | 


Don’t waste time! You can get 
your hangers promptly from the 
complete E-Z line—they fit all 
makes of tube-type and standard 


radiation. Made with or without 
base-board adjustment. Use this 
strong, safe hanger. 


HEALY-RUFF CO. 
770 Hampden Ave., St. Paul. Minn. 
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Top row: F. W. Ball, F. A. Boland, R. A. Books, all of Enid, 

George E. Morris, Ponea City, retiring treasurer. Bottom 

row: F. W. Ruhle, Clair Gillert of Ponea City, O. G. Watt 
and N. G. Watt, both of Tulsa 


and explained in detail the working of this merchandising 
idea through local heating groups. Scott J. McGinnis, 
state superintendent of Trade and Industrial Education, 
told of work in co-operation with the bureau and the 
plans following a recent regional conference to study the 
matter of trade schooling and the preparation of in- 
structors to teach in such schools. 

The resolutions committee offered the following rec- 
ommendations, which were adopted: 

Zones to be subdivided into four sub-zones and a lieu- 
tenant-governor appointed by the zone governor. Zone 
governors to be elected by the zone membership. 

A resolution was adopted urging an effort to give me- 
chanics’ liens priority over the mortgage and all other 
claims against the property. 

A resolution was adopted instructing the board of di- 
rectors to take action in having mechanical equipment 
separated from general specifications in public work. 

Mr. Rice had called to the attention of the meeting that 
the state has all the plumbing laws it needs, but that the 
state department of health needed submitted to it a set of 
rules by which to be governed in enforcing the existing 
law. Mr. Rice prepared a resolution that a copy of the 
Hoover Code be sent to the state health department with 
the information that the association desired it to become 
the enforcing provisions. The resolution was adopted. 

Votes of thanks were extended to the local association 
in Tulsa, to Mr. and Mrs. Hornbrook and to the national 
president for his courtesy in appointing Mr. Green to be a 
national director. 


THE NEW ZONE GOVERNORS 
URSUANT to the resolution concerning the zones, and 
P:. order that zone governors might go to work imme- 
diately, the following members were selected on the floor 
of the convention to be governors of their respective 
zones, with instructions to commence work immediately on 
sub-dividing their zones and appointing their helpers: 
Northeast Zone, N. G. Watt, Tulsa; Southeast Zone, C. T. 
Isaacs, Wewoka; Northwest Zone, F. A. Boland, Enid; 
Southwest Zone, J. W. Guckian, Oklahoma City. 
Previously the following officers had been elected, each 
by a unanimous vote: President, Sam A. Rice, Oklahoma 
City; vice president, L. M. Megee, Tulsa; treasurer, W. F. 
Black, Enid; secretary, Ray Hanson, Oklahoma City. 
A humorous situation arose when the chair announced 
that the convention would now be pleased to receive invi- 

















ta 


Gi 


co 
ni 
né 
tic 
or 
cu 
ch 
gl 
ne 


th 


ca 
ba 
Gr 
be 
by 
by 


B: 


the 


At 
Th 
evi 
he 


cis 
pre 


bo¢ 
res 
tio 
bei 


mit 


ask 
cor 


Alg 


ure 
adv 


cha 
the 
ma; 
Cal 
tive 














: 





May 26, 1928 


tations for the next annual convention. At this point 
Geo. E. Morris, Ponca City, who has just finished a term 
as treasurer of the state organization, arose to extend a 
cordial invitation to the members present to attend a pic- 
nic to be held shortly in Ponca City. Some confusion 
naturally arose, the chair having announced that invita- 
tions in connection with the next convention being in 
order, the picnic invitation, after much good-natured dis- 
cussion, developed into an agreement on the part of the 
chair and the convention at large that the members were 
glad to accept the invitation of Ponca City to hold the 
next annual convention there. The convention in 1929 
will, at the invitation of the Ponca City local, be held 
there. 

The social activities of the convention consisted of a 
card party and dance on the first evening and the annual 
banquet on the second evening, with retiring President 
Green acting as toastmaster, guests and prominent mem- 
bers being introduced while a Memory Book presented 
by the auxiliary to Mrs. E. D. Hornbrook, was being signed 
by every person in the room. 





BAY COUNTIES CONFERENCE REVEALS PROGRESS 

Attesting the practical value of results gained through 
the medium of the Bay Counties Conference, seventy-five 
master plumbers and heating contractors gathered at the 
Athens Club in Oakland on the evening of April 30th. 
This body convenes every three or four months, or when- 


ever five Mondays occur in any one month the meeting is 
held on the fifth Monday. 


At the conclusion of the dinner, President W. H. Picard 
of the Oakland-Alameda-Berkeley association opened the 
conference by paying tribute to the spirit which brought 
out the largest gathering on record. Among those in 
attendance were master plumbers from Oakland, San 
Francisco, Berkeley, Alameda, Walnut Creek, Richmond, 
Martinez, San Jose, Palo Alto and many other communi- 
ties. Mr. Picard then introduced George Stoddard of 
Berkeley as chairman. 

Mr. Stoddard called upon Ernest Schaeffle of San Fran- 
cisco, conference secretary, who read the minutes of the 
previous conference held in his city January 30th. 

Albert Trezise of San Francisco, chairman of the current 
book committee, made comprehensive report of the prog- 
ress of his committee relative to the methods of compila- 
tion and distribution of the book. These matters are 
being worked out in conjunction with George Lysaght, 
manager of the Current Price Book Bureau. 

J. V. Young of San Francisco, chairman of the com- 
mittee on ordinances for small communities, reported some 
measure of progress, but due to unforeseen difficulties 
asked for further time in which to bring the work of his 
committee to a successful conclusion. 


V. A. Edgeworth, business manager of the Oakland- 
Alameda-Berkeley association, told what he believes the 
recently established branch of the Plumbing and Heating 
Industries’ Bureau on the West Coast will do for the mas- 
ter plumber in that section. 

In the absence of Joseph Ahlbach, chairman of the San 
Francisco campaign committee of the bureau, the confer- 
ence chairman read a letter from Mr. Ahlbach in which he 
urged every master plumber to tie in with the national 
advertising program. 

Keen interest was displayed in the question of mer- 
chandising and installing gas heaters. It was agreed that 
these activities belonged properly in the province of the 
master plumber. That this is a live question in Northern 
California was made plain in the short talks by representa- 
tives from Oakland, Palo Alto, San Jose, Richmond and 
Martinez. Chairman Stoddard appointed Messrs. Schaeffle, 
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CAP TO CLOSE DRAIN 
DURING CONSTRUCTION 
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FINISHED STRAINER 
VERTICAL WEEP 
SLOTS SEALED 
AT FACTORY 


Rae CLOSING DRAIN 
FOR TESTING 
FLASHING RING. Sy) 
SECURELY HOLDS 


SHEET LEAD FLASHING 
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TESTED EXTRA 


completed. Ask your jobber. 








ARE SEVERAL REASONS 


why the Blake 
IMPLEX 
Safety Waste 
Drain gains 
popularity. 
Every type of 
SIMPLEX 
Urinal and 
Shower drain 
can be tested. 
Test caps are 
shipped when 
requested. 


Drainage slots 
are protected 
with a paraffin 
covering both 
inside and out- 
side. This coat- 
ing is dissolved 
and ports 
opened when 
Drain goes into 
use by the 
warm water. 


The adjustable strainer head on all SIMPLEX drains permits 
adjustment by one-thirty-second to five-eighths inch even after 
the floor is finished. It is locked after adjustment. 


Blank protecting strainer plate is shipped with all SIMPLEX 
Urinal and Shower drains which is removed when the job is 


BLAKE SPECIALTY COMPANY 


Rock Island, Ill., Canadian Service: All Crane Co. Branches 


Meet us in Booth No. 4— Master Plumbers Convention, 
Memphis, and receive an elegant souvenir. 
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Picard, Merritt, Brady and Jevons to serve as the gas 
appliance committee. 

President Christensen of the Palo Alto association re- 
ported that while the volume of business in his section 
was satisfactory, nevertheless during the past two or three 
years 45 per cent of all fixtures had been installed by 
outsiders. 

President James F. Mauzy of the Contra Costa County 
association spoke briefly on the satisfactory conditions 
obtaining in his district and how the status of the plumber 
is being improved in every way through the medium of 
association work. 

Albert F. Wilson of San Francisco, past national presi-. 
dent, complimented Alexander Coleman for the thorough- 
ness of his work and that of his committee having charge 
of the plans for the coming convention. Mr. Wilson ex- 
pressed great pleasure at hearing the reports of the vari- 
ous conference committees, showing that real progress is 
being made in the industry and not merely talked about. 

Before adjournment, Chairman Stoddard reappointed all 
committees, thanking them for their past work and re- 
questing them to continue functioning in their various 
directions. 

The next Bay Counties conference will be held at Palo 
Alto on July 30. 





CLEVELAND MASTER PLUMBERS HONOR TRAVELER 
MEMBERS 

The Cleveland Master Plumbers Association, Cleveland, 
Ohio, gave a dinner recently in honor of the members of 
that organization who have traveled extensively during the 
last several months. H. W. Eckhardt was chairman of 
the committee in charge of arrangements. D. A. Carroll, 
president of the association, acted as toastmaster. J. J. 
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Comerford and P. J. Pickett told of their visits to various 
European countries. Theodore Poplowsky told of his trip 
around the world in which he covered about 86,000 miles. 
John Leese, who recently visited Germany, and Robert 
Morlock, who covered South America on horseback and 
on foot, told of their experiences. 

David H. Roberts, past president, National Association 
of Master Plumbers, related a number of his experiences 
in his wide travels over the United States. Eb. Ellen, 
secretary of the Ohio State association, William Sletzer 
and Karl Knoth, vice president of the association, were 
among others who talked at the meeting. 





VOCATIONAL GUIDANCE OFFICE ESTABLISHED IN 
PORTLAND 

The school of vocational education of Oregon State Col- 
lege will conduct a vocational guidance office for students 
of Portland high schools, the new enterprise being made 
possible through action of the Rotary Club, which voted 
to pay the expenses of such an undertaking for the re- 
mainder of this year as a test of its value. The move- 
ment is a co-operative one, being sponsored by the club, 
the school board of Portland and the college. 

The school board will furnish offices in connection with 
the offices of Leslie E. Brigham, director of vocational ed- 
ucation, sponsored by the Oregon Building Congress. 

Members of the staff will act under the supervision of 
Dr. J. R. Jewell, dean of vocational education at the col- 
lege, and will serve as advisers to high school seniors. A 
member of the vocational staff will work one afternoon 
each week at the start, helping seniors in the high schools 
with analytical questionnaires. After this test, week-end 
conferences will be arranged with Dr. J. F. Bursch, as- 
sistant professor of education at Oregon State College. 




















SEPTIC 


TANK 





Features Worth While L 


Made of copper bearing steel and dipped in 
hot asphalt insuring a heavy coating both in- 
side and out. 


Built-in pipe connections eliminate break- 
ing and bending of the pipe connections when 
handling and tank settlement. 


| - Handle on the cover makes it easy to install. 


















MoHAWK SEPTIC TANK Co, 


SCHENECTADY, N.Y. 
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Kentucky Endorses Joint Sanitary Board 


To Continue 
W orking for State 
Code 


ITH the determination to carry 
VV on the work of passing a state 
3 plumbing code, in spite of adverse 
political conditions, the Kentucky State 
Association of Master Plumbers endorsed 
the work of the Kentucky State Plumb- 
ers Joint Sanitary Board, and urged that 
organization to continue its work toward 
better sanitary conditions in the state, at 
its thirty-second annual convention, held 
at the Lafayette Hotel, Lexington, May 
14, 15 and 16. 


John L. Zehnder, of Louisville, president of the joint 
The board was 


sanitary board, reported on its progress. 
organized at the 
last convention of 
the Kentucky state 
association, and was 
empowered by that 
convention to act as 
it saw fit to pass a 
state code at the 
forthcoming meet- 
ing of the legisla- 
ture of the state. 
Mr. Zehnder was 
elected president of 
the board, which is 
composed of both 
journeymen 
and master plumb- 
ers throughout the 


In reporting on 


the work of the board, Mr. Zehnder explained that master 
plumbers on the board were required to be members of the 
Kentucky association, and that journeyman members also 
had to be members of their national organization. All ex- 





E. 


D. 


Hannan of Paducah, 


newly elected president 


Frank Tice of Lexington, 
state. vice president 








E. D. Hannan of 
Paducah Elected 
President 


the code until it included only first class 
cities, Louisville being the only city of 
that classification in the state. He stated 
that the joint sanitary board had been 
incorporated in order to protect its in- 
dividual members. 

The association unanimously endorsed 
the work of the sanitary board during 
the past year, and urged that efforts be 
renewed toward getting a state plumbing 
code passed at the next session of the 
legislature. Mr. Zehnder urged everyone 


to try to be present at the next meeting of the joint sani- 
tary board, which is to be held some time in July in 


Louisville. 

A charter mem- 
ber of the Kentucky 
association, E. D. 
Hannan of Paducah, 
was elected as pres- 
ident for the forth- 
coming year to suc- 
ceed Jacob Isaacs of 
Louisville, who com- 
pleted his eighth 
term as. president 
with the convention. 
Frank Tice of Lex- 
ington was elected 
vice president, and 
O. Mitzloff, secre- 





John L. Zehnder, president 
of the joint sanitary board 


tary of the Louis- 
ville association, was 
elected to that posi- 


tion for the state body. President Hannan did not pick 
his board of directors, and the place of the next annual 
convention was left to the jurisdiction of the incoming 
officers and board. ° 





penses of the board were di- 
vided between the master and 
journeyman plumbers, he ex- 
plained. Mr. Zehnder had 
Fred A. Perkins of Louisville, 
secretary of the joint board, 
read the minutes of the vari- 
ous meetings of the board 
held during the past year, and 
then told of the efforts of the 
board to have the code passed 
at the recent legislature. Mr. 
Zehnder stated that political 
conditions in the state were 
such that it was impossible to 
get the code passed for the 
smaller cities, and by the ad- 
vice of friendly senators and 


NATIONAL VICE PRESI- 
DENT SPEAKS 

ERE SHEEHAN, Jr., of St. 

Louis, Mo., vice president 
of the National Association 
of Master Plumbers, repre- 
sented that organization at 
the convention. Mr. Sheehan 
opened his talk by compli- 
menting the work done by the 
joint sanitary board, and said 
that it was an inspiration to 
see such work being done in 
an effort to make sanitation 
better in Kentucky by means 
of a plumbing code. He fur- 
ther complimented the asso- 
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Jere Sheehan, Jr., national 
vice president 


representatives, finally reduced 


93 


ciation, and said that he felt 


Jacob Isaacs of Louisville, 
retiring president 
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the goal was near in the code work. 

Mr. Sheehan said the Kentucky group was 
only a twenty-five per cent organization and 
urged the members to make an intensive ef- 
fort to increase the membership. He pointed 
out the success made by the Kansas state 
association with the use of a zone system, 
and suggested that such a system might be 
worked out in Kentucky to the benefit of 
the association. 

After reading the standardized talk of 
the national trade relations committee, Mr. 
Sheehan eulogized the work of that commit- 
tee, pointing out that its members were 
ever ready to help improve conditions where 
it had been proven that those conditions 
were not as they should have been. In speak- 
ing of the benefits of a strong association, he 
said, ‘‘Sociability and confidence, then, will 
be pinch hitting for competition.”’ In closing 
he urged everyone to attend the forthcoming 





John J. Vogelpohl of Cin- 
cinnati, Ohio, past national 
president 
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closing, if master plumbers failed to appre- 
ciate the work of their fellow members and 
did not get into that work themselves. 


PRESIDENT AND SECRETARY GIVE 
ANNUAL REPORTS 

ACOB ISAACS of Louisville, president of 
J the association, reported that he was 
unable to accomplish the work he had in- 
tended doing during the year on account of 
the lack of facilities. He reported to the 
Kentucky association on the national con- 
vention at Minneapolis, stressing the im- 
portance of the co-operation shown at that 
convention by the manufacturers and whole- 
salers in the field. 

He spoke of the work of the joint sanitary 
board, and the fact that it had been given 
power to act at the last Kentucky conven- 
tion held in Newport, and went on to tell 
about the board of directors’ meeting held 


0. 





Mitzloff of Louisville, 


national convention at Mem- 
phis, assuring the delegates 
that the convention is ex- 
pected to be on a par with the 
past few held by the national 
organization. 


John J. Vogelpohl of Cin- 
cinnati, Ohio, a past president 
of the national association, 
was also called on for a few 
words. He pointed out some 
of the troubles the master 
plumbers in his city had had 
with the city administration, 
and urged the Kentucky mas- 
ters to keep after their code 
work. He went on to say that 
the master plumber hasn’t 
been militant enough in de- 


in Lexington in September of 
last year. He said that George 
F. Roser of Louisville, secre- 
tary of the association, had 
gone to Newport to represent 
the organization at the fu- 
neral of George Holland of 
that city, vice president of the 
state association, who died 
recently. 


Mr. Isaacs explained that a 
letter had been sent to every 
member of the state associa- 
tion and to 100 non-members 
urging their attendance at the 
convention. He closed by 
stating that the association 
was not very well organized, 
and hoped that it would be- 





George F. Roser of Louis- 
ville, retiring secretary 








newly elected secretary 


manding his rights, and that 
too much discord has been prevalent within the business, 


making it difficult to obtain results. 


He urged that the members of master plumbers’ or- 
ganizations work together, and said that they should de- 


come a better organization in 
the near future, with greater membership and co-operation. 


Mr. Roser, in his report as secretary, deplored the fact 


that so much of the plumbing material in Kentucky was 
sold through mail order houses, and urged the members 





Delegates and guests at the convention of the Kentucky State Association of Master Plumbers 


cide definitely what was wanted, and then go before the 
He went on to say that it 
should be remembered that the problems of the plumbing 
industry are essentially the same in one part of the coun- 
try as they are in another, and for that reason looked 
forward to the Utopian condition of a national piumbing 
Such a code could not be made possible, ne said in 


law making bodies and get it. 


code. 


to take steps to compete with this type of competition. 
He said that, in accordance with a resolution adopted at 
the last state convention, the books of the association had 
been kept in a more business-like manner, new books hav- 
ing been bought and the records transcribed. 

Mr. Roser read several communications after complet- 
ing his report. 


Among these was a letter from the Buf- 
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FOR THOSE WHO DESIRE 
SOMETHING DIFFERENT 











Pl. 554514-N 


A Combination Quick Compression Sink 
Faucet with black china handles gold indexed, 
black china removable soap dish and swing 
spout. 

It is also Chromium plated which will al- 
ways retain its high luster without polishing. 
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N. O. NELSON MANUFACTURING CO. 


Top row: William Schmitz, A Kruse, Jr., William Buerger, MAIN OFFICE: ST. LOUIS, MISSOURI 
James Hineman, past state president, and George Schroeder, Factories: Edwardsville, Ill.; Noblesville, Ind.; Bessemer, Ala. 
all of Newport. Middle row: Frank J. Lavanier of Covington, BRANCHES: 
M. E. Burke and J. H. Rittman, both of Louisville. Bottom Birmingham, Ala. Davenport, Iowa Houston, Tex. 

: . . Los Angeles, Calif. Pueblo, Colo. Little Rock, Ark. 
row: I. J. Blackburn of Lexington, Ben F. Hurst of Richmond, San Diego. Calif. Wichita Falls, _— jomece oggg Bang 
E. C. Wileoxen, G. C. Wileoxen, E. A. Hardwick and W. C. Memphis, Tenn. Dallas, Tex. Joplin, Mo. 

Pocatello, Idaho Salt Lake City, Utah 


Moores, all of Lexington 


1872—Pioneer Manufacturers of Plumbing Fixtures—1928 





falo, N. Y., association asking support from the Kentucky 
association on the idea of holding the next national con- 
vention in that city. A communication was also read from 
George W. Ankerman of Calhoun, in which he regretted 
his inability to attend the meeting. 
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Ask your jobber to PAS, 
Ww Wi 
HEAR FROM BUREAU REPRESENTATIVE AY ee Se 
; ee 
Hy tte 4 WOOD gett Plumbing and apne Indus g The Trenton Brass & io 
tries : — er grantor mitt oo ly Machine Co. Ta 
aign now being carried on reau, and urge nerd 
wi 6 nealivg-cnidecmpataisetien ~— " TRENTON NEW JERSEY ies 
the master plumbers get behind that campaign, and benefit Is ony 
themselves by following it up. He showed some of the | [Ks Represented by GA 
: ; ROLLIN C. WILSON rs 
advertisements being used by various master plumbers, Shy eas ay 
and told of the success these masters had had in selling gh 7 E. 42nd St., New York, N. Y. Catalog TY 
plumbing and heating materials through these advertise- 261 Franklin St., Boston, Mass. Sd) 
r plea 121 N. Broad St., Philadelphia, Pa. alg 
ments. He showed an advance proof of the advertisement = M3 
i i IK Ghee Va SN OSI Sy a SS RSENS 22 A SNE SE SSN) SN LS S73 
at the bureau which is running in the May 26 issue of the vi CAS EMT WARES EIS Ds Sar eZ 
Saturday Evening Post, and urged the members to look PLT MANS INE ERE RECS NS IRENE ANS GSS 7 
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C & SSHOWER DOORS in Chromium Plate 
are not only fine appearing and waterproof 
but have many other decided advantages. 


They will not rust, no matter how much 
steam or water they are exposed to and they 
hold their lustre. Chromium Plate is easy to 
keep clean and hygienic. Besides, it will give 
years of satisfactory service. 


C & S SHOWER DOORS and SHIELDS are 
built for the hardest usage. They are equipped 
with heavy plate glass of the finest quality. 
They are also furnished in nickel-silver (a 
white metal, not plated), and nickel-plated 
brass. 

Write us for details 


CRIST & SCHILKEN COMPANY 
500-508 37th St., Pittsburgh, Pa. 
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Top row: R. H. Meyer eof Cincinnati, 0. L. Bungenstock of 

Erlanger, E. C. Kelley of Covington, John E. Kennedy of 

Ludiow. Bottom row: T. Fontana, B. W. Brenzinger and J. J. 

Hannan, all of Louisville, Hugh L. Wood of the Plumbing 

and Heating Industries’ Bureau, Charles Whitehead of 
Frankfort 


for that ad and tie in their own local advertising with it. 

Mr. Wood said that the public was prone to modernize 
its home equipment in nearly every way, but still was 
nearly always loath to think of new plumbing and heating 
work, because the idea had never been sold to them by 
the retailers in the field. He went on to explain the home 
modernizing movement, pointing out that remodeling work 
was approaching a larger volume in plumbing and heating 
than new work. 

He said that about three hundred individuals and asso- 
ciations had written to the bureau for the follow-up ad- 
vertising prepared by that organization for the first ad- 
vertising done in The Saturday Evening Post, and said 
that he hoped more would write on the appearance of the 
next advertisement. 

At the opening session of the convention, W. C. Moores 
of Lexington welcomed the delegates to his city and wished 
them a good convention. John J. O’Brien, mayor of Lex- 
ington, also welcomed the delegates, after the invocation 
was given by Dr. Porter. The Blue Grass quartet sang, 
as did Mrs. Beard, and James Tandy Ellis, noted Kentucky 
humorist, gave a few songs and told some Kentucky 
stories. 

On Tuesday afternoon, two interesting speakers from 
the city of Lexington were heard. One of them, Ira J. 
Porter, vice president of one of the local banks, gave a 
talk on ‘‘Finance in Business.’”’ He pointed out that it is 
not necessary to have a large fortune to be a financier, 
nor to play the stock market, going on to say that anyone 
who handles money in business is a financier. Paul Porter, 
an attorney, spoke of the need in Kentucky of a new state 
constitution, pointing out that the present constitution 
was archaic, and showed its effect on the passage of the 
state plumbing code. He stated that a number of organi- 
zations were working for a new constitution. 

The entertainment of the convention did justice to the 
fame of the hospitality of the Blue Grass region, and the 
delegates and guests expressed a great deal of pleasure 
over the preparations made by the Lexington association 
in making the convention a success. The first evening of 
the convention the delegates and guests were entertained 
at a theater party. During the meetings on the second 
day, the ladies took an all-day drive through the country, 
stopping for luncheon at the Shakertown Inn. That eve- 
ning the annual banquet and dance was held in the hotel, 
and, after dinner, dancing was enjoyed until late in the 
evening. 
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MICHIGAN CHAPTER A. S. H. V. E. HOLDS APRIL 
MEETING 


The Detroit Edison Co. was host to the members and 
guests of the Michigan Chapter, American Society Heating 
and Ventilating Engineers, at its April meeting, at which 
125 members and guests were present. 

Arrangements were made to escort visiting members 
through the Detroit Edison Beacon street plant, and after- 
wards dinner was served in the dining room at the De- 
troit Edison building. After dinner a meeting was held 
in the assembly room. 

After reading of the minutes, the secretary’s report and 
the reports from standing committees, Past President 
McColl presented to Treasurer Harry A. Hamlin a gold 
watch fob as a token of appreciation of the society and 
its members for his faithful services, dating from 1917 to 
1928. Past President Harms spoke briefly of some of the 
setbacks being encountered by the smoke abatement com- 
mittee in failing to get the support from various railroads 
entering Detroit, to help make Detroit a smokeless city. 

President Calvert introduced J. H. Walker, assistant 
chief engineer of the Detroit Edison Co., who gave an in- 
teresting lecture with slides, on the manner in which the 
second largest central steam system in the world furnishes 
Detroit with its heat, power and electricity. « 





PHILADELPHIA MASTER PLUMBERS LEARN ABOUT 
WELDING 

The members of the Master Plumbers’ Association of 
Philadelphia planned to learn more about welding at their 
May meeting, which was held in the association meet- 
ing rooms on Thursday evening, May 3. Arrangements 
had been made to have a representative of the Air 
Reduction Sales Co. present to stage a demonstration of 
oxy-acetylena, welding, making actual welds on typical pre- 
pared pipe joints to show the technique and operation af- 
fecting such joints. It was also planned to devote some 
time to plans for the trip to the national convention in 
Memphis, members of the committee in charge having ar- 
ranged the itinerary. A party of 35 had already been se- 
cured on May 1, and it is possible others will arrange to go. 

It is also announced by the association that the division 
of housing and sanitation, board of health, house drainage 
division, will make effective on June 1 its ruling that every 
person engaged on a plumbing job must be able to exhibit 
a certificate or card of registry. This applies to masters, 
journeymen and apprentices, and anyone found working at 
plumbing without a card will be immediately ordered off 
the job. In case of non-compliance with this order, the 
permit for the work will be revoked and the master 
plumber summoned to appear before the board of health. 
Members of the association are asked to co-operate with 
the board. 





CHICAGO PLUMBERS AGAIN OUT-BOWL MILWAUKEE 

The annual return match between the bowling team of 
the North and Northwest Master Plumbers’ Pleasure Club 
of Chicago and the team of the Milwaukee Master Plumb- 
ers’ Association was held in Milwaukee, at the Elks’ Club, 
recently. The Milwaukee association was host. In 
March the Milwaukee team came to Chicago, at which time 
the Chicago club was host. Chicago maintained its su- 
periority, won at the last meeting, by beating the Milwau- 
kee bowlers by nineteen pins. Milwaukee’s second team, 
however, was victor over Chicago’s second team by ninety- 
Six pins. 

These annual bowling matches are the 
much fun and good-fellowship, with competition for high 
honors naturally keen, but with the essential purpose that 
of promoting and maintaining friendly relations between 
the members of the plumbing fraternity in the two neigh- 
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9 Signet Floor Drains can al- 
4 > ways be relied upon to keep out 
backwater, gas and germs. 


They always work. There is nothing to 
Brass 








get out of order. 
working parts 
submerged. 





Details from your 
jobber or from 
us direct. 





Patented 


Crampton ~- Farley Brass Co. 
Kansas City :: Missouri 























You can't go wrong when you 
specify Built-Well Toilet Seats. 
They re right—for the most ela- 
borate or the most modest work. 









The Built-Well V-Lock Joint 
Sectional view of 
joint, turned up- 
side down to 
show how dowels 
are inserted 
from bottom. 
Moisture only 
makes them 
tighter. 





You can get them 
from your jobber. 


Built WeN fs. Co. 


Patented 














1458 W. Kinzie St. 
Chicago, IIl. 


No caulking is ever necessary 
when installing a Raymond 
Lead Roof Flange. 


They are made from sheet lead 
—NOT cast. 
When ordering give size and 
pitch desired. 
RAYMOND LEAD WORKS 


735 South Washtenaw Avenue 
CHICAGO, ILL. 
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Tank Fittings of Quality 


isse **MecSHANE”? 1928 


The ORIGINAL Compound Lever 
Ball Cock. Elevated, Low-Down, 
Top and Bottom Supply Tank 
Levers and Valves. 


McSHANE 
BELL FOUNDRY CO. 
Baltimore, Maryland 
































DOMESTIC ENGINEERING 








Meet your real 
competitors on 
their own ground 


*By your real competitors we mean 

all those retailers who address sales 
messages to your customers— the 
retailers who sell radios, automo- 
biles, furniture, and hundreds of 
other things. 


They select the newspapers because 
they have found that newspaper 
advertising is effective. 


Meet them on their own ground 
with the message of the products 
and the service you offer—give the 
prospect an opportunity to balance 
the benefits of your service with 
those others. 


Advertising Made 
Easy For You 


Our Advertising Editorial Serv- 
ice makes advertising easy for 
you. We send you a cut each 
week for the illustration — you 
clip the copy from your issue of 
Domestic ENGINEERING, and 
hand it, with the cut, to your 
newspaper. Easy, isn’t it? 
Send in your order today 
for three months’ service 
only $4.20. 


Domestic ENGINEERING, 
1900 Prairie Avenue, Chicago 


Send me the Retail Advertising Service for 12 weeks. 


Check for $4.20 enclosed. 
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This purpose was well fulfilled at Milwau- 
kee, the banquet, entertainment and all arrangements, 
under the capable management of Walter Tesch, being 
everything to be desired. 

There were forty-five Chicagoans who made the trip, 
and there were over one hundred in the combined crowd 


boring cities. 


which sat down to dinner after the matches. William F. 
Hildeman of Chicago Heights, Ill., introduced as a “‘na- 
tional figure,’’ was one of the guests. L. R. Friend, presi- 
dent of the Wisconsin Master Plumbers’ Association, acted 
as toastmaster, calling first on Walter Dusold, president of 
the Milwaukee Master Plumbers’ Association, who wel- 
comed the Chicago visitors. Other speakers were Joseph 
W. Cannon, president of the Plumbing Contractors’ Asso- 
ciation of Chicago, E. J. Benning, chairman of the bowling 
committee of the Chicago club, and William F. Hildeman. 
E. C. Wagner of Chicago was also made to give a speech 
in acceptance of the “leather medal.’’ Mr. Wagner was 
low man in the bowling match. 

Walter Tesch awarded prizes to Perry Larsen, Chicago; 
A. A. Hoffmann, Milwaukee; Otto Herrmann, Chicago; 
Emil Otto, Chicago; J. Reddy, Milwaukee; R. Hickey, Chi- 
cago; Fred Wagner, Chicago; A. Schaefer, Milwaukee; E. 
Hendricks, Chicago; J. Zimmermann, Kenosha, and O. R. 
Wenzel, Milwaukee. 

The scores of the first two teams were as follows: 

FIRST TEAM 














Chicago 
Name lst znd 3rd Total 
J ee eee ee 220 201 647 
H. H. Diedesch........ 160 171 171 502 
See 66406 santas 188 157 135 480 
| Se dene daauess 165 109 134 408 
Oe Pe 158 222 159 539 
897 879 800 2576 

Milwaukee 
Name Ist 2nd srd Total 
Fe Sage 150 191 182 523 
A. A. Hotimann........ 193 167 201 561 
A 167 169 130 466 
is FE. wees Cov wewcs 168 154 157 479 
RS ee 179 193 156 528 
857 874 826 2557 
SECOND TEAM 

Chicago 
Name Ist 2nd 3rd Total 
Py EE: 66 6c eaewawene 131 135 146 412 
6 el tie ieee oil 135 167 126 428 
i ry 138 153 144 435 
oe oe A Le 149 158 171 478 
Py edits viet eewe 141 124 152 417 
694 737 739 2170 

Milwaukee 

Name Ist 2nd 3rd Total 
a , ewes os st0ee% 135 155 157 447 
ES Head os 65 biewb es 162 174 132 468 
BS Gee - 4.6 oa 0000 ¥% 118 162 134 414 
EO rere rT 196 159 121 476 
ey MR oct cceneevar 149 144 168 461 
760 794 712 2266 











RICHMOND BOROUGH MASTERS HOLD DINNDR 
DANCE 

The Master Plumbers Association of Richmond Borough, 
branch of the Association of Master Plumbers of the City 
of New York, waited until April 28 this year to hold its 
annual dinner dance and ball. It thus developed that not 
only was this affair one of the last of its sort for the win- 
ter season, but also one of the best. The Elks Club, Oak- 
wood Heights, Staten Island, was again selected as the 
scene. 

The committee had picked a Saturday night, which helps 
to bring out a crowd. The attendance was good, approxi- 
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mately 150 master plumbers and their ladies and guests 
sitting down about 9 o’clock to the excellent seven-course 
dinner. Of course there was an orchestra to play the old- 
time tunes for the crowd to sing, there were paper hats, 
balloons and noisemakers, and the party quickly became 
jolly. 

George W. Foote was chairman of the entertainment 
committee, having able assistance in H. George Tromer, 
Lewis Martin, Albert M. Ricci, Charles H. Pierce and 
William H. Ahrens, and the committee had made all prep- 
arations to insure a good time. The tunes from the or- 
chestra which struck up after the dinner ended were en- 
ticing, and dancing continued until a late hour. Speech- 
making was practically entirely dispensed with, the only 
person called on being Matthew J. Kennedy, past state 
president and president of the Greater New York associa- 
tion. Mr. Kennedy very briefly expressed his pleasure at 
being present and extended his congratulations to the 
committee. 

Officers of the association include Emil Siekman, presi- 
dent; Edward Sinker, vice president; W. A. Ahrens, sec- 
retary; George F. Morris, financial secretary; Charles R. 
Heap, treasurer, and James A. Burns, sergeant at arms. 





UTICA ASSOCIATION OBSERVES “CHARTER NIGHT” 

“Charter Night” was observed by the Utica Association 
of Master Plumbers, Inc., in the Hotel Martin, Utica, N. Y. 
recently. About 50 were in attendance. Raymond 
Ehrsam, president of the local organization, received the 
charter from George Frank, state president, of Buffalo. 

Edward Stradling was toastmaster and talks were made 
by Mr. Frank and Fergus M. McLoughlin, New York 
state vice president. Thomas H. Hughes and Edward 
Stradling were in charge of arrangements for the affair. 

A number of prominent officials was present, among 
them being: John J. Dixon, state treasurer, of New York 
City; Henry Ritter, state secretary of Buffalo; Matthew 
J. Kennedy, past state president of New York City; 
Frank J. Fee, of New York City, past national president 
and new chairman of the national scholarship com- 
mittee. 

Zone delegates present included, O. C. Steele of Batavia, 
John F. Rogers of Flushing, Fred Schmalstich of New 
York City, William D. Atkins of Schenectady, Frank 
Reinhart of Syracuse, and Martin W. Utz and E. G. 
Snyder, both of Rochester. 





BUFFALO MASTER PLUMBERS SEE HOFFMAN MOVIE 
The Buffalo (N. Y.) Master Plumbers Association held 
its regular monthly dinner and meeting at the Jackson 
building, in that city, on Friday evening, May 11. A 
number of wholesalers’ representatives and architects also 
attended the meeting. After the business session the 
members and guests adjourned to the assembly rooms, 
where A. K. Tinker of the Hoffman Specialty Co., Inc., 
Waterbury, Conn., entertained with a moving picture, 
entitled ‘“‘Controlled Heat.’’ Following the showing of the 
picture a smoker and buffet luncheon was enjoyed. 





FAIRFIELD COUNTY ASSOCIATION HOLDS MEETING 

The Melba Inn, New Canaan, Conn., was the scene of 
the April 26 meeting of the Fairfield County Master 
Plumbers’ Association, Inc., which meets the fourth Thurs- 
day of every month. After the dinner, the members heard 
A. F. Duemler, chief of the Anthracite Coal Service bureau, 
of New York City, who chose as his subject ‘‘All about 
Coal.” In accordance with the pelicy established recently, 
a motion picture followed, this month the gathering being 
shown a picturization of the making of brass pipe, a film 
made up by the American Brass Co. The showing was 
sponsored by the Yonkers Plumbing Supply Co. 





20) HUNUNIUUUNUAUUUNAVOAV UAHA AAU 
































DUBE 





D 


= 











4 
4 
4 
4 
4 
4 
4 
4 
4 
( 
‘ 
4 
( 
( 








——_ - -—-— -—-- - ---- --- -—- 





The owners of the Madison Park Apartment 
Hotel (150 apartments) in Chicago write us 
concerning the Dubé Combined Garbage 
Burning Water Heater: 

“We want you to know how we appreciate 
the efficiency of the Dubé Heater you 
installed here three and a half years ago. 
“In comparisons made with other hotels of 
similar size, we find that your equipment is 
superior in every way.” Your customers 
will say the same for the Dubé. Ask us 
—or your jobber—for full details. 


UBE BOILER WORKS "‘yics¢0;‘iiinois 
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A Large Float 


Heavy Cast Brass 
Base 
Free sample valve 
for testing for 
the asking 
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All metal, 
non- adjustable 


Cross section—full size 


Che Last Word~ 
fn Y ohoncdir Valves 


Guaranteed Five Years 


NEW YORK AIR VALVE CORP. 
sE. Third St., New York 
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Women all over the country are today be- 
coming interested to a greater degree than ever 
before in improved legislation. Laws concern- 
ing women and children engaged in industrial 
pursuits, as well as questions of child welfare, 
ure receiving their attention. The need for bet- 
ter sanitary laws also is a subject of concern 
to women, Realizing this, B. Y. Kinsey, execu- 
tive secretary of the Virginia Associated 
Plumbing and Heating Contractors, 1s_ plan- 
ning to appear before the women’s clubs of 
his state, urging them to use their influence to 
secure the passage of needed legislation. 


Contributions to National Auxiliary Scholarship Fund 

Gifts to the National Women’s Auxiliary scholarship 
fund during 1928, just reported by National President, 
Mrs. E. D. Hornbrook, total $910.00. Those contributing 
to this fund were: 


Rochester, N. Y..$ 50.00 Massachusetts 


Buffalo, N. Y.... 100.00 Pe $100.00 
Syracuse, N. Y... 25.00 Indiana State..... 100.00 
Hutchinson, Kans. 15.00 Florida State..... 110.00 
Wichita, Kans.... 25.00 Florida Master 


Plumbers Gift to 

their Women’s 

Auxiliary ..... 200.00 
Women’s Auxiliary 

of Detroit, Mich. 100.00 


South Bend, Conn. 25.00 
New London, Conn. 190.00 
State of Maine... 25.00 
Memphis, Tenn... 25.00 


Greetings from President of Massachusetts Auxiliary 

Mrs. Charles D. Kieser, of Newton Center, Mass., re- 
cently elected president of the Women’s Auxiliary to the 
Massachusetts State Association of Master Plumbers, has 
cent us the following message to the members of her 
auxiliary: 

“T wish to thank all the members of the different aux- 
iliaries for electing me to the honored position which I 











A group of members of the Women’s Auxiliary to the Massa- 
chusetts State Association of Master Plumbers at its recent 
convention. Mrs. J. Preston Perham, carrying the case pre- 
sented to her by the auxiliary, is at the left of the picture 


now hold. I want every one of them to feel that we 
must work in union in order to have success. One can- 
not accomplish the good work alone. This is your aux- 
iliary and we must all be as one large family. Good work 
has been done in the past and we must strive on to ac- 
complish even greater things. 

“Our one handicap is that we are so widely separated. 
I am very proud of the Newton auxiliary, having been 





president of that auxiliary for the last two years, and if 
every member does her part as the women have done in 
this auxiliary, I am sure we will win to even higher 
honors. I extend my best wishes to all for a prosperous 
year. 
Yours sincerely, 
(Signed) Clara A. Kieser, President.”’ 
Milwaukee H, & P. Contractors’ Auxiliary Gives Theater 
Party 

Members of the Ladies’ Auxiliary of the Milwaukee 
Heating and Piping Contractors’ Association gave a the- 
ater party on May 14. Practically all of the ladies at- 
tended the party, which was greatly enjoyed by all. 


Party Given in Honor of Ohio State President 

The Mahoning Valley Master Plumbers and their wives 
had a very enjoyable time at a party held April 28 in 
Burt’s Peacock room, Youngstown, Ohio, in honor of the 
Ohio state president, William Rowland. 

Dinner was served at six o’clock, followed by speaking, 
dancing and cards. <A. A. Schmutz acted as toastmaster 
and introduced the following speakers: William Rowland, 
Ohio state president; Eb. Ellen, of Cleveland, state secre- 
tary; William Grabowsky of Canton, state director; H. S. 
Smith of Warren, W. S. Hogg, M. F. Rielly and C. W. 
Wilson of Youngstown. Mr. Grabowsky told of plans in 
formation for a northeastern Ohio outing to be held at 
an early date. Other visitors at the party were Mrs. 
Ellen, Mrs. Grabowsky, Mrs. H. S. Smith. High scores 
at cards were held by Mr. and Mrs. William Rielly, Mrs. 
William Rowland and Sam Shelton. 

St. Louis Auxiliary Gives Dance 

The Women’s Auxiliary to the St. Louis Master 
Plumbers’ Association recently gave a dance at the Stat- 
ler Hotel. The affair was a great success. The enter- 
tainment committee, consisting of Mrs. Charles Quinn, 
chairman, Mesdames E., E. Manahan, L. Meiners, F. Kuhns 
and M. N. Pauly, and Miss Marie Quinn was heartily com- 
mended by all for the time and effort they had expended 
in preparations. The committee in turn thanked all the 
ladies for the assistance they had rendered. ‘‘Domestic 
Engineering” balloons added to the merriment. 

On Thursday, May 10, the auxiliary held its regular 
meeting with about thirty-five members present. After 
hearing the report of Mrs. Charles Quinn, chairman of 


‘the entertainment committee, on the dance, the rest of 


the afternoon was spent playing bunco. 


Hutchinson Auxiliary Elects Officers 

At the May meeting of the Women’s Auxiliary of Hutch- 
inson, Kans., the following officers were re-elected: Mrs. 
C. E. Wilkie, president; Mars. A. P. Riggs, recording secre- 
tary; Mrs. Bert Ebersole, corresponding secretary; Mrs. 
W. T. Polley, treasurer; Mrs. K. Sawyer, reporter, Mrs. 
M. M. Stevens, chairman of the flower committee. Mrs. 
K. Agee was elected vice president. 
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‘‘An Expression of Gratitude”’ 

An expression of gratitude and appreciation of Mrs. 
E. D. Hornbrook, president of the National Auxiliary, has 
just been drawn up by a committee of the Emily Virginia 
Hornbrook Woman’s Auxiliary to the Master Plumbing & 
Heating Contractors Association of Roanoke, Va., and 
Vicinity, Roanoke, Va. Mrs. Hornbrook recently attended 
the annual meeting of the Virginia organization to which 
the Roanoke auxiliary, named in her honor, was hostess. 
This memorial, in part, follows: 

“We, the members of the Emily Virginia Hornbrook 
Woman’s Auxiliary to the Master Plumbers of Roanoke, 














Top row: Mrs. Elmer Nelson of Wichita, president of the 
Kansas auxiliary; Harry L. Stevens of Hutchinson, past 
president of Kansas association; Mrs. E. D. Hornbrook of 
Kansas City, Mo., president of National auxiliary. Middle 
row: Mrs. H. P. Dunaway of Wichita, corresponding secre- 
tary; Mrs. William Ball of Kansas City, chairman of Kansas 
auxiliary scholarship committee; Mrs. Fred Bowers of Em- 
poria. Bottom row: Mrs. C. E. Wilkie of Hutchinson, treas- 
urer; Mrs. K. Sawyer of Hutchinson, state organizer; Mrs. 
Bert Ebersole of Hutchinson, recording secretary; Mrs. G. E. 
Gilhaus of Kansas City, first vice president; Mrs. W. R. 
Threlfall of Wichita, third vice president; Mrs. C, E. Winn of 
Burlington, of membership committee; Mrs. K. F. Agee of 
Hutchinson, sergeant-at-arms; Mrs. W. T. Polley of Hutchin- 
son, second vice president; Mrs. R. P. Johnson, of Wichita. 
historian. Photos taken at convention of Kansas Women’s 
Auxiliary 


Virginia, wish to express in our humble way our profound 
appreciation and indebtedness to Mrs. E. D. Hornbrook, 
the Mother of the Woman’s Auxiliary to the Master 
Plumbers of the U. S. A., for the kind and patient way 
in which she has borne with us that we might be worthy 
to be called children of her flock. 

‘We take this opportune occasion to thank her for 
coming to us for our first convention in this good old 
State of Virginia; we thank her for her lovely presence in 
our midst, the inspiring talks she gave us and for the 
beautiful inspiration of fellowship toward all men. 

“Thank you again, dear lady, for the noble thoughts 
instilled in our hearts by the presence of your lovely 
character.” 

Committee— 

Mrs. R. E. Miller, Mrs. J. A. Robertson, 
Mrs. John Pearson, Miss Mattie Shelton. 
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SIMPLEX MFG. CO., 2644 N. Ashland Ave., Chicago 


Don’t Be Content 


With ordinary Roof Flashings 


Specify and Use 
the Reliable 


“SIMPLEX” 


Made in 
All Lead—Copper—Galvanized 
Iron 


Every Flashing Adjustable 
Every Flashing Perfect 


Manufactured only by 














WADE 


Back Water 
Gate Valves 


Absolutecleanliness 
in the house drains 
is assured with the 
use of Wade fittings 











and systems. Wade 











Valves automatically close tight after every discharge of 
waste water and cannot burst from their hinges by any 
strong pressure or by sewer rods. 


From your jobber 


WADE IRON SANITARY 





——~ Back Water Gate 


MFG. CO., 551 Fulton St. ae lil. 




















OFFER 





Koil-Les and Triumph 
Non-Liming Heaters 


Increased Profits 


A very simple sales talk will persuade 
your customer to purchase either a 
Koil-Les or Triumph Storage Heater. 
Both lines are TANK SURFACE 
HEATED, NON -LIMING, HIGHLY 
EFFICIENT, FOOL-PROOF and LOW 
PRICED 


A BIG PROFIT TO START — greater 
profits the more you sell. Mail this ‘adver- 
tisement to us and withcut obligation we 


will send you our PROFIT- SHARING 


KOIL-LES HEATER CO. 


Geneva, Illinois, U.S. A. 




















IDEAL 


DRAINAGE 


PUMP 


Electric — 
Automatic 





Ideal Pump Co. 
2206 West Fort St. 
Detroit, Michigan 


























Your customers 
have been waiting 
for just such an 
efficient, strong and 
reliable pump as 


the Ideal. 


You, too, have been 
wanting the profits 
from it and the 





y iad wi ~ =| knowledge that you 


are satisfying your 
customers. 
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Moline Auxiliary Entertains Husbands 

Thirty-five members and husbands of members of the 
Women’s Auxiliary to the Master Plumbers’ Association 
of Rock Island and Moline, Ill., assembled for dinner at 
seven o’clock on the evening of April 26 in the Elks’ Club, 
Rock Island. Dinner was served at several small tables, 
each having as decoration an arrangement of pink tea 
roses. Following dinner there were seven tables of five 
hundred, one of bunco and one of rummy. Mrs. Charles 
Rosenfield of Rock Island, Mrs. Charles Stange, Harry 
Erickson and Oscar Erickson, all of Moline, held high 
score. Every one present reported having had a most en- 
joyable time, and praised the appetizing dinner. All felt 
that there was no question but that one hundred per cent 
of the membership would turn out for the next affair of 
this kind. 


Auxiliary of the Oranges Gives Theater Party 
The Women’s Auxiliary of the Master Plumbers’ Asso- 
ciation of the Oranges, held a theater party at the Strand 
Theater, Main street, East Orange, N. J., on Tuesday 
evening, April 17, for the benefit of the scholarship fund. 
Mrs. L. Clark, chairman of the fund, reports that the 

affair was most successful. 

New Officers Installed by Newton Auxiliary 
On the evening of May 10, 1928, the Women’s Auxiliary 
of Newton, Mass., held its installation of officers at Na- 
shaba Tavern, East Acton, Mass. The members of the 
Master Plumbers’ Association were invited guests, and 
twenty-six in all were present. A delightful dinner was 
served, preceding the installation. Mrs. Charles D. Kieser, 
past president, acted as installing officer. Mrs. J. B. 
Davis was installed as president; Mrs. Harry McGourty, 
vice president; Mrs. John J. Burke, recording secretary; 
Mrs. George Kerr, financial secretary; Mrs. John Ryan, 
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treasurer; Mrs. Fred Warren and Mrs. Niels Jepson, audi- 
tors. During the installation Mrs. Thomas Hickey acted 
as escort while Mrs. Fred Perkins presided at the piano. 
After the installation, an entertainment was given by 
members of the auxiliary and the master plumbers’ asso- 
ciation. On behalf of the master plumbers, Harry Mc- 
Gourty spoke a few words of thanks and appreciation. 
Dancing brought to a close this evening, which was greatly 
enjoyed by all present. 
Detroit Auxiliary Contributes $100 to Scholarship Fund 
As a result of its successful dinner and dance recently 
given, the Women’s Auxiliary to the Detroit Master 
Plumbers’ Association has just contributed the sum of 
$100, the amount of its pledge, to the scholarship fund. 
The dinner and dance is an annual affair and open to the 
public. One hundred and thirty were served at dinner, 
and all the work was done by the auxiliary members, who 
work together most harmoniously. After dinner J. Nawrot 
showed moving pictures which he had taken at the state 
convention in Bay City in March. The pictures proved 
very interesting especially to those who saw therselves 
appearing on the screen. Mrs. M. Mesnard, president of 
the auxiliary, addressed those present, and explained the 
purpose and aims of the auxiliary, and the value of co- 
operation. N. Kennedy, secretary of the Detroit Master 
Plumbers’ Association, complimented the ladies on their 
work and the unity of purpose and good will existing 
among members of the auxiliary. Both speakers re- 
ceived much applause. Dancing followed until midnight, 
and everyone is looking forward to the next affair of this 
kind. Another recent social affair was the card party at 
the home of Mrs. M. Sheppard. Bridge and five hundred 
were played, and the hostess served a most delightful 
luncheon. 












“Holyoke” 


No. 8.40 have long wanted. 


neighborhood. 





Holyoke, Mass. 


Illustrating Use of 
Non-Pop Safety Screen 





Increase Your Gas Heater Sales and Profits 
with the New Improved ‘‘Holyoke’’ Heaters 


The Greatest Improvement ever made in Gas 
Tank Water Heaters is found in the New Improved 
“Holyoke.”’ This Non-pop Safety Screen with which 
every heater is equipped positively prevents the 
burner from ‘“‘popping-back” or ‘“‘backfiring’’ under 
most exacting circumstances. 


Just imagine what this new selling feature will 
mean to you. You can give prospects something they 


Write for details covering our full line including an 
intensive selling plan which will enable you to go after 
the profitable Hot Water Heater sales in your own 


HOLYOKE HEATER COMPANY 


New York Office: 1987 Arthur Ave. 





“Holyoke”’ 
No. 8-80 
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BABY O’ MINE 
The baby is teething. 
My wife and I took a long automobile trip 
And the baby was fretful and hung on my wife. 
And I pitied my wife 
And got sore with the baby 
And my wife got sore with me 
lor getting sore with the baby 
And I got sore at my wife for getting sore with me 
l‘or getting sore with the baby. 
And when we retired that night 
! was sore with my wife, and the baby, and the flivver 
And we were all sore and we tried to sleep. 
The baby slept first 
And while she slept she chuckled out loud 
And I looked at her and saw a sweet smile on her baby lips 
And from across the crib my wife looked and saw the baby smile 
And we looked at each other 
And our eyes got wet. We were both sorry. 
Then with remorse in our hearts we both kissed the baby 
And the baby awoke and howled until three a. m. 


. and my wife has hardly spoken to me for the last two days. 
COUNTRY GENTLEMAN. 





HOW HIGH IS UP? 

“Papa, what is a low-brow?” 

“A low-brow, my son, is a person who likes the funny 
papers, snappy stories, girl shows and the like and doesn’t 
mind saying so.’’ 

“And what’s a high-brow, papa?” 

“A high-brow, my son, is a low-brow who won't admit it.” 


WALWORTH KEWANEE CRAFTSMAN. 





In studying the properly arranged kitchen, the Illinois Fed- 
erated Women’s Clubs discovered that a woman took two 
hundred and sixty footsteps in the process of baking an apple 
pie. This is the poem which a reporter evolved: 

Sing a song of kitchens 
Cupboard full of rye; 

Two hundred sixty footsteps 
To bake an apple pie. 





And, if it were a custard pie, Charlie Chaplin would make 
it do the work of another two hundred sixty footsteps with- 
out moving from the spot on which he stood. 





A POOR GAME AT HOME 
“I’m so glad we're having such good weather for golf,” re- 
marked Mrs. Cleek to her caller. 
“Why, I didn’t know you played golf.” 
“I don’t, but I’d rather have my husband out playing the 
game than at home talking about it.” 
HAYSCO SPIGOT. 





TRY THIS 
Policeman (producing his notebook): “What’s your name?” 
Motorist: “Aloysius Alastair Cyrianus.” 
Policeman (putting book away): “Well, don't let me catch 
you again.” 





NURSERY RHYME 
Hi-diddle-diddle, my son John 
Came from College with no hat on; 
A pipe and a slicker 
And half-pint of licker 
Hi-diddle-diddle, my son John. 





We ask you, friends, to bear in mind gratefully, that we 
have afflicted you with no poetry this Spring—thus far. 
i Fa 
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eT eT eT STITT OTT SHS LM See LL Me 


Bullard Roof Flashings 


They fit any rcof and fit it right and in the 
shortest possible 










GUAUUEAUC DOUUAUUEEEAAUCOUAGEAELUATHNE DONTE 


= time. 

é The Bullard is a 

= flashing that can- ST Ss 
Ss not pull apart at 

= the seams since 

= there is no Th 

re ° e 

= solder used in 

= it anywhere. BULLARD 
5 Ask your jobber to SPECIALTY 
= show pou By Bullard. COMPANY 
= Tiffin :: Ohio 


=! 


UPL SU LL 2 








For the job that re- 
quires the best, there 
are no better floats 
than “‘Toledos”’. 


And for the job 
where economy must 
be preserved, “*Tol- 
edo’ Floats willnever 
prove too high in 
price. 


REICHERT FLOAT 
& MFG. COMPANY 


2238 Smead Avenue 
Toledo, Ohio 


Reichert 
“Toledo” 
Floats 





















HOLLANDS VISES and 
PIPE TOOLS 


not the ordinary type, but a 
line of individuality and merit. 


VAAN Fie 


Catalog upon request 


HOLLANDS MANUFACTURING CO. 


Est. 1887 -i- ERIE, PA. 


VAVLUANANAL 




















Will Clean any Sewer 


Coleman’s Steel Sewer Rods will positively remove 
any and all stoppages from sewers or drain pipes. 


Get it from your jobber or order direct from 


ALLAN J. COLEMAN, 208 N. Wabash Ave., Chicago 
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SPRINKLER 























C.S.B. Sprinkler Heads mean lower insurance rates 
and positive protection for your customers. 


They are rigidly tested before they leave our fac- 
tory and each of them is stamped with the date 
they are made and the fusing degree. 


Write for full information. 




















C.S.B.Sprinkler 
Company 


86 Broad St., Boston, Mass. 














//CLE-BAR® 





The Brass Coil Heater 


Every CLE-BAR Water Heater is equipped 
with a brass coil. This means not only longer 
life but a clean water supply. No matter how 
long water stands in the heating coils it does not 
become dirty or clouded and the water deposits 
do not adhere to the sides of the tubing so as to 
clog it up. 

Write us about full CLE-BAR details. They 














\ will interest you. 


CLEGHORN CO. 


86 Broad St., Boston, Mass. 


i * 





Bath a Day —Aovement 


Master plumbers have been urged by various organisations in 
the field to join the luncheon clubs in their cities, showing thereby 
an interest in the development of the 
community in which they live. But 


better than that, master plumbers who 
belong to the civic clubs establish 
friendly relations with the other busi- 
ness men of their cities, gaining their 


confidence and showing them that the 

plumbing business is as sound as any other business, and that 

master plumbers are not very different than the other business 
men in the city. 


NE of the best known ways of impressing civic clubs 

() with the importance of the plumbing industry is for 

the plumber member to give a talk on sanitation, 

and to distribute literature of an educational nature. The 

popularity of ‘‘The Story of the Bath” in this connection 

has been well established by its use in civic clubs. A 

large number of master plumbers have presented copies 

of “‘The Story” to the membership of their clubs, and with 
surprising success. 

Members of an organization appreciate efforts on the 
part of other members to make them understand the dif- 
ferent lines of business in which the membership is en- 
gaged, and ‘“‘The Story of the Bath’’ points out, like no 
other literature, the history and importance of bathing 
and plumbing. 

Write for a copy of this little illustrated booklet. A 
free sample copy will be mailed on request. Just address 
‘‘Domestic Engineering,’’ 1900 Prairie avenue, Chicago, 
and a copy will be mailed free. 


Epigrams—For Your Use 


If he can’t sell it, the stationer keeps a diary for a whole 
vear. 
* % » 
Nothing succeeds like success-——if a widow is after a 


second husband. 
°K Of aK 


It is far better to fail in a good cause than succeed in 


a bad one. 
* * * 


Many a man turns over a new leaf one day and turns it 


back the next. 
* * * 


An upright piano is a downright nuisance if played too 


often by neighbors. 
* * * 


Rip Van Winkle is not the only man who slept for 
twenty years. 





SALT LAKE ASSOCIATION HEARS INTERESTING 
TALK 

A discussion of Siamese life, customs and twins was 
given by William H. Hornibrook, formerly United States 
Minister to Siam, at a meeting of the Salt Lake City, 
Utah, Association of Sanitary and Heating Engineers, held 
recently at the Chamber of Commerce. The meeting was 
well attended, approximately twenty-five masters being 
present. R. D. Evans, president, was in the chair. 

W. A. Bywater, past president of the Utah State Asso- 
ciation and now a national director, presented prizes, 
while William C. Grant, a member of the board of gov- 
ernors of the Salt Lake organization, acted as master of 
cerem )nies. 
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A Big Convenience 
A Big Assistance 
A Big Value 


Domestic Engineering Catalog Directory has been compiled 
especially for the man who 1s snterested In buying items manus 


factured and used in the plumbing and he 
The 1928 Edition has been brought up-to-date, and offers a 


vast volume of buying ‘nformation that cannot be obtained 


elsewhere at any cost. 
Domestic Engineering 
sections 4 


Catalog Directory ‘5 divided into 


nd so arrange that the ‘nformation sought can be 


found with a minimum of time an abor. 
The Catalog Section of the Directory contains the catalogs of 


510 manufacturers. products are grouped together, making 
the comparison of quick. All the items illus- 
trated and describe n are carefully indexed an 
cross-indexed to make it possible to Gnd any item shown on these 
pages with exceptional rapidity. 

The Classified Section of the Directory contains over 2000 
headings, each heading representing some particular plumbing oF 
heating item. The names of the manufacturers of these items an 


any trade names they use are listed alphabetically under each head- 
ing. d cross-in exed. 


The Name 4 


This section is also very carefully indexed an 
nd Address Section of the Directory contains the 

names of about 4000 manufacturers of plumbing and heating 

materials. This enables the user to find ve 

is located. 


ry easily where any firm 
These are 
Engineering Catalog Directory, extremely valuable, useful and 
convenient to all buyers of plumbing and heating SUPP ies. 


Order your COPY of the 1928 Edition today. 
13,000 illustrations 


Standard Catalog Size 
73, x 10% inches Price $5.00 per 
2000 pages copy prepaid 


Domestic Engineering Co. 


1900 Prairie Avenue Chicag®, Illinois 


a few of the many features that make Domestic 


eat eee ety 
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The A. B. C. 
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HE Audit Bureau of Circulations is an 
association of advertisers, advertising 
agencies and publishers, who are co-operating 
to standardize and verify publication circu- 
lation data, and thus place the buying of 


. space on a basis of “Known Value.” 


The Bureau numbers among its members 
the majority of the leaders in the publishing 
and advertising fields of the United States 
and Canada. 


The Publisher makes a report to the Bureau 
showing total circulation and details of dis- 
tribution by states. These statements are 
audited in the publisher’s office and against 
the publisher’s records by one of the Bu- 
reau’s experts. 


By means of the A. B. C. audit reports, you, 
Mr. Advertiser, can analyze the circulation 
of a paper and determine its value to you 
as an advertising medium. 


By patronizing A. B. C. papers, you guard 
your own interests and participate in this 
nation-wide movement to place advertising 
on a sound, business-like basis. 


DOMESTIC ENGINEERING is, of course, 
a member of the A. B. C. 


DOMESTIC ENGINEERING 1900 Prairie Ave. CHICAGO 
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PATENTS 
Heating Department 


1,660,796. Oil Burner. Louis H. Loepfe and Charles 
M. Loepfe, St. Louis, Mo., assignors to Cottonwood Fiber 
Company, St. Louis, Mo. An oil burner comprising a tubu- 
lar generator, means for conducting oil into said generator, 





1,660,796. 


a pipe supported axially in said generator by said oil con- 
ducting means and having openings therein to receive gas 
from said generator, a chamber opening into said pipe to 
receive gas therefrom and having an outlet opening in 
the end opposite from said pipe, a valve stem extending 
through said pipe and through said opening into said 
chamber, and a valve supported by said stem for con- 
trolling said outlet. 
K x ea 

1,662,236. Steam and Hot-Water Radiator. Ernst 

Coupland, Toronto, Ontario, Canada, assignor of one-fourth 


to Edmund McGillivary, one-fourth to Henry Edwin 
Silverthorne, and one-fourth to Frank Osborne, 
Toronto, Canada. A radiator section formed of 


sheet metal and comprising upper and lower tubular 
headers and tubes extending between the headers and 
welded thereto to form an integral unit, closures for the 
open ends of the headers, and a perforated tubular spacer 
extending longitudinally through each of the headers and 
slidably held at its ends in the closures to permit of the 
free expansion and contraction of the headers. 
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1,662,659. 


1,662,659. Modulating Valve. William W. Birnstock, 
York, Pa., assignor to Vapor Heating Company, York, Pa. 
A valve comprising a casing having a seat therein, a valve 
seat member adapted to engage said seat in the casing, 
a valve member cooperative with said seat member, a 
rotatable stem having a thread connection with the valve 
member and also having a collar fixed thereon and ar- 
ranged to abut against said seat member, and an element 
operative to form a fluid tight joint with said collar on the 
stem and to hold the seat member against its seat in the 
casing. 

* * s 

1,662,265. Radiator Stand. Edward L. Hessel, Minne- 
apolis, Minn., assignor to American Plumbing & Heating 
Company, Minneapolis, Minn. A device of the class de- 
scribed, a pair of elongated longitudinally reinforced radia- 
tor-supporting stand members, each having a foot, and 
each having a wedge-like radiator engaging portion above 
the foot, and a cross brace receiving opening intermediate 
the foot and wedge-like engaging portion, extending at a 
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A Complete Line 


backed by 


ZO years 
of success 


HE DAYTON line of domestic water systems and 

water softeners includes a complete range of 

capacities and prices—there is a DAYTON water 
system and a HAPPIDAYTON water 
softener to fit every requirement, great 
and small. And every DAYTON model 
is an outstanding value—built of the 
finest materials and from designs per- 
fected by twenty years of experience. 
In spite of their higher quality DAY- 
TON water systems and softeners sell 
at popular prices, and fair discounts 
insure a liberal profit to the dealer. 

















The DAYTON Uni- 

system. One of a com- 

plete line of private 
water Systems. 


With a complete line, high quality, 
liberal discounts, and extensive dealer 
cooperation from the home office and 
through distributors, the DAYTON 
line offers the progressive plumber an 
unusual opportunity for extra profit. 
DAYTON dealers are installing de- 
pendable DAYTON water systems and 
water softeners in country estates, on 
farms, and in outlying gasoline filling 
stations—making a liberal profit on the 
DAYTON equipment and opening a 
way to profitable sales oft plumbing fix- 
tures where none could be used before. 














The Cub, the best 
known private water 
system in the world. 





If you are interested in more business 
and extra profits, send the coupon below 
for the new DAY- 
TON catalog and full 
information regard- 
ing the DAYTON 
Plan of Merchandis- 


ing. 
every requirement 


THE DAYTON PUMP & MFG. CO. <vs"y,reauiremen: 
DAYTON, OHIO oak 
Pioneer Manufacturers of Private Water Systems 





mie bacon 


WATER 

















Systems, 


HAPPIDAYTON 
water softeners are 
built in sizes to fit 


THE Dayton Pump & Mec. Co. 7 
T Dayton, Ohio, | 

Please send me complete information on your line of 
water systems and softeners, and explain your plan of | 


dealer cooperation. 
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Modern art in its most convincing form 
is now introduced into the plumbing in- 
dustry for the first time by a company 
noted for its daring and original accom- 
plishments in the field of mechanical 
design. First showing at Memphis. 























—— 


More Work -- More Money 


If you own a Rogaco Portable Electric Pipe Ma- 
chine you can do more work with the same force 
of men you now have, or the same amount of 
work and employ fewer men. 


The Rogaco saves labor, saves time, and increases 
profits. Why not install one now and make 
more money than you ever have? 
Write for full information and list of users of 
this practical, portable, money maker 
MANUFACTURED BY 


ROBBINS, GAMWELL & COMPANY 


Pittsfield, Massachusetts 
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right angle to said portion, and each having a set screw 
adapted to enter said opening, and a cross brace travers- 
ing said openings for permitting adjustment of the mem- 
bers toward and away from one another, and said open- 
ings arranged below the level of the bottom of the units 
of the radiator supported by the device. 





























1,662,993. 








1,662,993. Wall Radiator. Louis Williams, Seattle, 
Wash. In a heating system, a radiator adapted to be 
built into the wall of a room of a building, said radiator 
comprising a plurality of communicatively connected tubu- 
lar open-ended members having partitions dividing the 
interiors of the respective members into upper and lower 
ducts, said partitions being provided with horizontally 
spaced apart apertures affording communication between 
the ducts of each member, means to close said apertures 
selectively, means to close the outermost ends of the 
members when assembled as a radiator, and means for 
supplying and withdrawing a fluid heating medium to and 
from the respective ducts of the radiator through the back 


of the latter. 
* * * 


1,662,507. Burner. Clarence H. Morrow, Cleveland, 
Ohio, assignor to The Hotstream Heater Company, Cleve- 
land, Ohio. A side gas burner for heaters of the type in- 
cluding a substantially vertical pipe, comprising outer 
oppositely disposed substantially semi-circular chambered 





portions, and a substantially U-shaped chambered portion 
spaced therefrom and connected thereto, said substantially 
U-shaped portion having its arms spaced to form an open 
ended slot extending from one side of the burner to the 
central axis thereof for lateral assembly of the burner 
with the vertical pipe, and a mixture feeding portion hav- 
ing a passage in communication with the chambers of said 
semi-circular and U-shaped portions. 
* ” ~ 
1,663,529. Radiator. George S. Barrows, Providence, 
R. I., assignor to General Fire Extinguisher Company, 
Providence, R. I. A local combustion cast metal radiator 
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comprising a base having a pair of parallel horizontal 
heat-radiating discharge manifolds, each extending inte- 
grally from end to end of the radiator with a row of top | HINDLEY’S Plumbers’ Helps | 
openings, a burner extending horizontally between the | 9 
manifolds and shielded thereby; plates rising from said 
base, from the sides of said manifolds which are adjacent 
to each other, extending substantially the length of the | | 
base, each with inward exposure, forming a unitary in- 





Tank Ell Screw 





et 
Lay in a big supply of these 

























































7 ‘ = screws, bolts and hooks. They ) 

" <3, ~ will save you a great deal of ) 
™ | {i inconvenience and time if you 
—, have them on hand for that 

i ! hurry up job. 

Send for our catalog. 4 

: | Closet Bore HINDLEY MFG. COMPANY } 

was ; Valley Falis, R. !. Closet Screw { 














1,663,529. 





take and combustion chamber above the burner and each 
with outward exposure to room atmosphere constituting PERKINS 
a heat-radiating surface; tubular headers crossing above 
said chamber with underneath mid-openings arranged to 
receive products from the combustion chamber, and with 






3” HORIZONTAL 
ADJUSTMENT NSERT 


ADJUSTMENT-4 







WOOD SCREWS ff 
TAPERED 






HANGER HOOK Made on the Key- 





KEYSTONE 

underneath side-openings to discharge same downward CONSTRUCTION stone (side thrust) 

, . , principle, Perkins In- 

above the manifolds, and pipes extending between the said New England esses wilh be found 

underneath side-openings of the headers and the top Distributors of equal to every load 

Pious Mads no matter how heavy. 

openings of the manifolds, comprising passages for said .asy Kadtator . RE 

; . Hangers We will be glad to send you able: 3”, 3", 4” and 3” 

products and shields for said exposed parts; there being complete information and prices. “eye . 
means for discharge from the base manifolds. 

. -. 2 Johnson - Washburn Company 





1,663,045. Oil Burner. Jefferson C. Gibson, Chicago, 1. | J WE Bt Maverbilt'St. Boston, Mass. ij i 


An oil burner comprising an elongated tubular mixing 
chamber having an axially alined restricted outlet at one yr 
end thereof and an air inlet adjacent the other end thereof, PC A 
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Has Sixteen 
Superior Points 





a concentrically disposed oil inlet nozzle extending into Write us about them 
said mixing chamber and having its discharge end located 

between said air inlet and said restricted outlet, a cap hav- ARTISAN METAL PRODUCTS CO. 
ing a port therethrough screwed on the end of Charlestown “t- Massachusetts 








said oil nozzle, a valve for said part having a 
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DOUBLE PROFIT FOR YOU 


You make a two-way profit every time you install a 
Powers Hot Water Tank Regulator. 

(1) In cash. A good profit inns yours. Powers Regulators 
are easy to install and vie e proof. 

(2) Customer good- will built on satisfactory service is your biggest 
asset. Because of it’s ACCURACY and DURABILITY, the Powers Reg- 
ulator gives complete satisfaction. 

Your market for this profitable staple is growing from 
year to year. Write for new bulletin. 


THE POWERS REGULATOR Co. 


FO years of specialization in temperature control 


2716 GREENVIEW AVE., CHICAGO. Also New York, Boston, Toronto, sm, 
Los Angeles and 31 ether offices. See your telehone directory (4111) 
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TANK 





POWERS 
THERMOMETER 











TEMPER RATURE 
REGULATOR 
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This new ‘ Deep Well Pump 

is acclaimed everywhere as the 

greatest deep well pump ever 

built. Gives you water, under 

pressure, from wells as deep as 

300 feet. Capacities range as high 
as 440 gallons per hour 


Sell the pump 


that offers more to you 
and your customers 


Here it is...a Ip electric pump. 
A pump that enjoys an envi- 
able reputation for dependa- 
bility and low upkeep cost, a 
pump that carries the broad 
guarantee of its builder, and 
the backing of General Motors. 
A pump in which correct engi- 
neering and manufacturing 
methods account for durability 
and long life. Plumbers every- 
where can make big profits 
through the Ip dealership.Write 
for details today. 

DELCO-LIGHT COMPANY 


Subsidiary of General Motors Corporation 
Dept. Q-123, Dayton, Ohio 





The Electric Water 
Systems backed by 
General Motors 


® * « 


Also Manufacturers of 

DELCO-LIGHT Electric 

Plants for Suburban 
Homes and Farms 








transversely disposed head located on the _ outside 
of said cap for producing a spray of oil transversely to 
the direction of flow of air through said mixing chamber, 
a valve stem on said valve extending through said port, 
and a compression spring bearing between the inner wall 
of said cap and the inner end of said valve stem for urging 
said baffle member to close said oil nozzle port. 


Plumbing Department 


74,595. Closet Bowl. John B. Coxon, Kokomo, Ind., 
assignor to Kokomo Sanitary Pottery Company, Kokomo, 
Ind. The ornamental design for a closet bowl, as shown 
and described. 
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74,595. 


74,596. Closet Bowl. John B. Coxon, Kokomo, Ind., 
assignor to Kokomo Sanitary Pottery Company, Kokomo, 
Ind. The ornamental design for a closet bowl as shown 
and described. 

* x * 

1,662,072. Blowtorch. Bruno Martin, Saginaw, Mich. 
In a blow torch, a tapered tank, lateral hollow supports 
thereon, an air pump on and in communication with said 








1,662,072. 


supports, and a pipe lying against and secured to the outer 
wall of the said tank and closely contacting therewith and 
communicating with one of the said lateral supports and 
with the tank. 

* * * 

16,902. Waste Valve for Bathtubs and Lavatories. 
John N. Mortimer, Lakewood, Ohio, assignor to The 
Central Brass Manufacturing Company, Cleveland, Ohio, 
a Corporation of Ohio. As a new article of manufacture, 
a waste valve for bathtubs comprising an externally 
threaded sleeve provided at its upper end with an oul- 
wardly extending flange, said sleeve having a beveled valve 
seat at its upper end, a tapered valve part adapted nor- 
mally to seat therein and provided with a depending 
central supporting stem, an elongated hub adapted to ac- 
commodate said stem and permit its vertical movement 
therein, and provided with a radial connection interiorly of 
the threaded sleeve, the length of said stem being such as 
to permit the elevation of the valve part a sufficient dis- 
tance to allow a tool to be brought into engagement with 
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said radial connection.and stem for the purpose of screw- 
ing the sleeve into the bathtub opening, and means for 
temporarily maintaining said valve part in its elevated 
position. 








16,913. Lavatory Fixture. Harry MacMillan, Phila- 
delphia, Pa., assignor to National Metal Products Com- 
pany, Philadelphia, Pa. In a flush tank operating mech- 
anism a lever passing through a tank wall and pivoted 
upon a pin a second lever within the tank and at right 
angles with the first mentioned lever and means to fulcrum 
the second lever for coaction with the first lever. 

* x * 

1,661,532. Water and Soap Saving Device. Jenny 
Braasch Fortain, Redondo Beach, Calif. In combination 
with a plumbing fixture, a stack and a waste pipe from 
fixture to stack embodying a trap; a closed water-collect- 
ing tank below said trap, and piping leading from said 
trap to said tank, said piping communicating with the 
trap at a point between said fixture and the outlet end 
of said trap, whereby water from the fixture will descend 
through said piping until the tank and piping are full and 
will thereafter travel on through the waste pipe to the 
stack. 


Se hee, 


88S, | 





1,661,532. 


1,661,886. Pump. Charles P. Eisenhauer, Dayton, 
Ohio, assignor to The Duro Company, Dayton, Ohio. In 
combination, a cylinder having an inlet port and a plural- 
ity of radial ports, a sealing ring mounted on the exterior 
of said cylinder over said ports adapted to regulate the 
exit of liquid from the interior of the cylinder to the 
exterior thereof, said cylinder having an annular groove 
on the exterior thereof associated with the exit ends of 
said ports for forming a seating surface for said ring to 
facilitate the sealing of said ports, and a second cylinder 
having a plurality of radial ports and telescoping within 
the said cylinder, the two cylinders being relatively mov- 
able with respect to each other. 

a * * 

1,662,818. Cover for Dishwashers and the Like. Frank 
G. Brotz, Kohler, Wis., assignor to Kohler Company, 
Kohler, Wis. A dishwashing machine or the like com- 
prising a receptacle having a surrounding rim, a cover 
hinged to seat on the rim, an air cushion secured to the 
edge of the cover and engaging the rim of the receptacle 
and comprising a sheet of rubber with its edges in super- 
posed relation and clamped to the cover to form an air 
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HESSLER 








ROOF 
FLANGES 





ddid NOW! 


Roof Flange installa- 
tion jobs unless done 
with the proper equip- 
ment are apt to prove 
not only troublesome 
but also unprofitable. 
When you use Hess- 
ler Roof Flanges you 
need nothing but a 
hammer. They slip 
down over the soil 
pipe and once in place 
they allow no leaks. 





Ask 
Your 


Jobber 


No caulking—no 
soldering—no cutting 
to fit—you can do the 
job in half the time 
with Hessler. 
H. E. HESSLER 

COMPANY 


Syracuse, New York x 





Your First Choice 


Covered 
by patents 


No. 30 
1 gallon 





should be the new No. 30 kerosene-gasoline 
furnace. Starts in 2 minutes. Melts 40 lbs. 
of metal in 15 minutes. Burns kerosene up to 
450 hours before burner pipe clogs. Burner 
pipe can be replaced at nominal cost. 


Send for circular illustrating and describing 
the 12 improved features fitted to this furnace. 


Order through your regular distributor, or 
mail your order to us with their name. 


OTTO BERNZ CO. INC., Newark, N. J. 


Manufacturers of ‘‘Always Reliable’’ 
furnaces, torches and plumbers’ tools 
Stocks in Newark, N. J., New York City, Chicago, and 
San Francisco. 
Offices in Newark, N. J., New York City, Chicago, Fort 
orth, Denver, Helena, Mont., San Francisco, Los 
Angeles, Seattle, and St. Thomas, Ont. 
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A Better Offer 
Couldn’t Be Made 


We know how well the Martin Port 
able Vise Stand and Pipe Bender will 
do its work and we want you 
to know—that’s why we have 
instituted a 10 day's free trial 
offer—ask us about it. 


H. P. MARTIN & SONS 


626 E. Second St. 
OWENSBORO, KENTUCKY]J 4 
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The STINSON Patent Equalizing Valve 


A system designed to prevent Water Hammer and any reaction 
in the water supply system in the building. If properly installed, 
the Stinson Equalizing Valve is guaranteed to completely and 
thoroughly remove any vibration in water pressure systems of piping. 

The Valve is made in sizes as conditions require. 

Stock sizes: 144, 1% and 2% inch. 

114 inch will take care of from inch to 14% inch supply. 

1% inch will take care of from 1 inch to 2 inch supply. 

2% inch will take care of from 2 inch up to 4 inch supply. 


Send rough sketch of piping in basement and I will advise you the 
proper place to install the equalizer. 


Robert Stinson, 1632 Forbes Street, Pittsburgh ,Pa. 
OB EE CE HOE HEEEROE HERROROE ORCRORCRORE ROKER 


Made for Service 


Gerstein Copper Boilers are made for 
that EXTRA service that every boiler 
must give in order to prove entirely 
satisfactory. Let us explain their 
construction to you in detail. Write 
us and we will be glad to furnish any 
information you want regarding them. 


H. GERSTEIN & SONS 


South Boston, Massachusetts 
New York, 511 Fifth Avenue 
SAMUEL SKNER 


| GERSTEIN COPPER BOILERS | 
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chamber therein between the edge of the cover and the 
rim and a clamping frame for the air cushion surrounded 
by the air chamber. 
” # * 
1,662,945. Soldering Device. Marcus Frans Wielage, 
Miami, Fla. In a soldering device of the class described, 
a tube open at its respective ends, a soldering paste filling 











5.002.065. 








1,663,111. 


for the tube, puncturable closures for the open ends of the 
tube, and a covering of inflammable material for the tube, 
said covering being spaced from the tube to provide an 
air passage. 

* ” . 

1,663,111. Lavatory. Cesare C. Campus, Santa Monica, 
Calif. In an apparatus of the class described, a closet bowl 
having a seat attachment flange at the rear thereof, a sup- 
port member, means for attaching the support member to 
the seat attachment flange at the rear of the bowl, a valve 
carried in the said support member, a delivery pipe con- 
nected to the said valve to extend into the said bowl to 


be moveable horizontally at the top of the same from a 


position in which the free end of the delivery pipe lies 
beneath the rim of the bowl to a position for use in which 
the free end of the delivery pipe lies approximately centrally 
of the bowl, and means for moving the delivery pipe from 
its non-use position to its position for use and vice versa. 





W. O. Carbis and his son, Wayne F. Carbis, who have 
held the positions of president and secretary-treasurer of 
the K & K Plumbing Co., Salt Lake City, Utah, for some 
time, have purchased the interest of J. B. Keddington, 
vice president and manager of the concern. . The elder 
Mr. Carbis will hold the positions of president and treas- 
urer in the future, and Wayne that of vice president and 
secretary. Mr. Keddington is entering another field of 
business. 








KENNEDY | 


VALVES~PIPE FITTINGS~FIRE HYDRANTS 


Gate, Globe, Angle and Check Valve Types in bronze, iron body and steel, 
in a wide range of sizes and pressures. 


Malleable Iron and Brass or Bronze Screwed Pipe Fittings and Cast Iron 


Flanged Fittings and Flanges. 





Handled by dealers everywhere. Write for catalog. 


THE KENNEDY VALVE MANUFACTURING COMPANY 
Warehouses and Sales Offices in Principal Cities 


ELMIRA, NEW YORK 

















May 26, 1928 DOMESTIC ENGINEERING 113 





Y 


AJi\ \ y 0 ; | WY \ \Y 
(VTiLLihididdltd VAEZZZLEZ ZEEE. SSD TIDTIIIZ: , ULZZZiLhLaaa PLLIZZ , 
VV“ — for each word including ee and lite enn seven _ Uy 


for keyed address. Minimum $2.00 for each insertion. One inch $4.00. 


Yfcl~_el4Y"”"-/YJY"“U U-ULUUMI bbl Wy fui JUL MM LMJ LLU 
[ON NE . ADV PT CENL 





CeE4 











Cash must accompany order. Copy should reach us eight days in advance, 








Situations Open 





MANUFACTURERS’ REPRE- 

sentatives wanted by manufacturer of 
high grade iron and brass pipe nipples. 
Several territories open. Address Key 
154, “Domestic Engineering,’ 1900 
Prairie Ave., Chicago, 





WANTED —A LEADING PLUMBING 

and heating supply house in New 
York City requires experienced male 
and female office help. Only those 
familiar with the plumbing and heat- 
ing supply business need apply. Ex- 
cellent opportunity. State experience, 
and salary desired. Address Key 153, 
“Domestic Engineering,” 1900 Prairie 
Ave., Chicago. 





STATE MANAGERS FOR HIGH GRADE 

plumbers brass goods line. A rare op- 
portunity for big money. Address Key 
108, “Domestic Engineering,” 1900 Prairie 
Ave., Chicago. 





SALESMEN—AN OLD ESTABLISHED 

house making a full line of plumbing 
specialties in brass, leather, rubber, 
etc., could use local representatives in 
the principal cities of the United States 
to sell their line, either whole or part 
time, on a straight commission basis. 
A very liberal proposition with full set- 
tlement at end of each month. This is 
a high-grade line, with many exclusive 
items. Will bear the closest investiga- 
tion. We will not consider anyone who 
does not at present have a trade ac- 
quaintance in their respective city. If 
you are a resident of one of the larger 
cities and have a following among the 
plumbing trade, we can put you in a 
position to make good money, providing 
your territory has not yet been allotted. 
Reference required. All replies treated 
in strict confidence. Address, stating 
qualifications, ete., Key 902, “Domestic 
Engineering,” 1900 Prairie Ave., Chi- 
cago, Ill 





SALES AGENTS WANTED BY MANU- 

facturer of heat control specialties. 
Territories open in many states. Ability 
must be proved. Commission commen- 
surate with ability. Address Key 109, 
“Domestic Engineering,” 1900 Prairie 
Ave., Chicago. 





WANTED —SALESMEN FOR HIGH 

grade pottery line and_e specials. 
Straight commission. Distribution 
through jobbers but necessary to so- 
licit plumbers. Territories in the fol- 
lowing open, Michigan, Wisconsin, Ohio, 
New York State, Kentucky, Tennessee, 
West Virginia. Address Key 150, “‘Do- 
mestic Engineering,” 1900 Prairie Ave., 
Chicago. 


SPECIALTY SALESMAN WANTED. 

New Rochester Circular. A guaran- 
teed appliance improves any hot water 
heating plant. Economical perfect cir- 
culation. Rochester Circulator Co., 10 
Mt. Read Blvd., Rochester, N. Y 











SALESMAN WANTED—ONE COMPE- 

tent to sell valves, fittings, to jobbers. 
Address giving full particulars regard- 
ing experience, Key 151, ‘““‘Domestic En- 
gineering,” 1900 Prairie Ave., Chicago. 


_——. 


WANTED—OLD ESTABLISHED RA- 

diator and boiler manufacturer 
Wishes two experienced salesmen for 
Pittsburgh and eastern Ohio. Replies 
must state age, experience, references, 
and names of previous employers. All 
information will be considered confi- 
dential. Address Key 148, ‘‘Domestic 
Engineering,” 1900 Prairie Ave., Chi- 
cago. 





In Business Thirty Years. 





Lines to Handle 


WANTED—WE HAVE AN EXCEL- 

lent proposition for a state repre- 
sentative to handle an old well adver- 
tised line of pumps, water systems and 
water softeners. Give experience in 
first letter. Address Key 152, ‘‘Domes- 
tic Engineering,’ 1900 Prairie Ave., 
Chicago. 











Lines Wanted 


WANTED—A SPECIALTY OF MERIT 
by a large manufacturer in the 
Plumbing industry, with distribution 
throughout the United States. Answers 
will be treated strictly confidential and 
should state: 1. Nature of device. 2. 
Purpose of device. 3. Number of pat- 
ent. 4. Length of time on the market. 
5. Has practicability been demon- 
strated? If sc, how? 6. Present demand 
and estimated possibilities. Address 
Key 996, “Domestic Engineering,’ 1900 
Prairie Ave., Chicago. 
EXCLUSIVE AGENCY ON COMMIS- 
sion basis on a line of vacuum spe- 
cialties and venting valves in Maryland 
and District of Columbia by manufac- 
turers’ agent. Have jobbed similar 
line for eight years with excellent re- 
sults. Now want an exclusive agency 
connection. Address Key 149, ““Domes- 
tic Engineering,” 1900 Prairie Ave., 
Chicago. 














Situations Wanted 
SITUATION WANTED: SECRETARY 
of plumbing or heating contractors’ 
association. Have had considerable ex- 
perience both in local and state organ- 
ization work. Results from present 
position have been recognized by the 
officers and members as thoroughly 
successful. However, the smallness of 
the association does not permit its pay- 
ment of a sufficient salary to justify 
my continuing with present organiza- 
tion. Can supply references showing 
benefits of organization work done un- 
der my direction. Address Key 147, 
“Domestic Engineering,” 1900 Prairie 
Ave., Chicago. 











_ Miscellaneous 


STOP ‘‘GUESSTIMATING” 
Omissions. Our 


Avoid Errors and 


Plumbers’ Estimate Sheets 


will SAVE Time and Money. 
100 leaves in a book—4x10 
1 Book, $1.25 5 Books, $5. 
via Ins. Parcel Post same day we get order 
LOUIS FINK & SONS CO., Printers 
Time Sheets, Job Tickets, Letter Heads, ete 
School Bldg. Laurel Springs, N. J. 
Noted for Quick Servics 


PLUMBERS’ BIN LABELS 


se 


Send for samples and prices of card holders, 
bin labels aaa stop valve ~~ and free book- 
lets: ‘‘How to Lay Out the Plumbing Shop’’ 
and “*“‘How to Train the Apprentice Boys.’’ 
Haddon Bin Label Co., Haddon Heights, N. J. 





























For Sale 


FOR SALE HEATING, PLUMBING 

and sheet metal shop. Only shop in 
town of 1700. Good farm country, In 
the heart of the Ten Thousand Lake 








region. In business 18 years. Must 
sell on account of my health. About 
$3,500.00 cash will take it. Martin 


Shmit, Perham, Minn. 





PLUMBING BUSINESS. BEST JOB- 
bing, plumbing and heating location 
in Denver for sale. In heart of best 
residential district. Priced right for 
quick sale. Particulars on request. 
Blue Bird Plumbing & Heating Co., 
3335 East Colfax Ave., Denver, Colo. 


~ Government Proposals 








TREASURY DEPARTMENT, OFFICE 

of the Supervising Architect, Wash- 
ington, D. C., May 11, 1928.—Sealed pro- 
posals will be opened in this Office at 
3*p.m., June 11, 1928, for furnishing all 
labor and material required for re- 
moving the present water supply pip- 
ing, ete., and furnishing and installing 
new brass water supply piping, etc., in 
the U. S. post office, Marietta, Ohio. 
Drawings and specifications may be ob- 
tained from the custodian at the U. S. 
post office, Marietta, Ohio, or at this 
office in the discretion of the Supervis- 
ing Architect. Jas. A. Wetmore, Acting 
Supervising Architect. 











Books for Your Trade Library 
JOHNSON’S HANDY MANUAL IN TWO 


volumes, one on plumbing, one on 
heating. By John W. Johnson. The 
author is a practical plumbing and 
heating man, having spent many years 
in workshops and has superintended 
the installation of plumbing and heat- 
ing systems of all descriptions. Twelve 
editions of this popular book have been 
exhausted. The thirteenth is just off 
the press. Size, 4x6%. Cloth. Price, 
$2.00 per volume. 








A PRACTICAL MANUAL OF STEAM, 

Vapor and Hot Water Heating. By 
E. R. Pierce. The latest and most com- 
plete document ever compiled covering 
the construction, operation, installa- 
tion, etc., of these types of heating. A 
real necessity in the library of the 
heating man. Contains more than 650 
heating tables and 60 illustrations, all 
up to date and helpful in the solution 
of your heating problems. Size, 56%x 
8% in., 316 pages. Cloth. Price, $3.00 
postpaid. 





STANDARD PRACTICAL PLUMBING 

By R. M. Starbuck. An exhaustive 
treatise on all branches of plumbing 
construction, including drainage and 
venting, ventilation, hot and cold water 
supply and circulation. Shows the 
latest and best plumbing practice, spe- 
cial attention being given to the skilled 
work of the plumber and to the theory 
underlying plumbing devices and op- 
erations. Contains 347 original illus- 
trations, each drawn expressly for this 
work. A book every master plumber 
should have in his trade library. Size, 
cater 406 pages, bound in cloth. Price 





PRACTICAL STEAM AND HOT W4A- 

TER HEATING AND VENTILATING. 
By Alfred G. King. This book should 
be in every steamfitter’s library. A 
strictly up-to-date work, describing 
various systems of heating and ventila- 
tion. Besides the technical features, it 
contains hints on securing contracts, 
business methods, shop practice, rules 
and data for estimating radiation and 
figuring costs, and other tables and 
suggestions that are time savers. Sise, 
6x9 in. 368 pages, 300 detailed illustra- 
tions. Cloth. Price, $4.00. 


Books Sent Parcel Post Prepaid 


Domestic Engineering 
1900 Prairie Avenue, Chicago 
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‘Make This 
A Banner Year 





—with vigorous 
advertising 


HIS is going to be a great 
year for the plumbing and > 
heating business. Be sure 
to get your share by advertising — 
your services and products. 


‘‘Domestic Engineering’ makes 
the preparation of your adver- © 
tising campaigns easy for you. 
Each week we publish a page of 
Retail Advertising Service on § 
which are four carefully prepared 
advertising ‘“‘helps.” Use the 

wai dit diana ee copy free of charge and the 
change in the Adsevsiting Service _ illustrations at the rate of $4.20 & 


we have been offering. Instead of 


the 2-column newspaper advertise- for a series of twelve. 


ment, we offer a single column ad, 
four inches high, with an alternate 


. | . 99 
layout 2 columns wide and two ‘Join the service -—— use the 
inches high. You'll find this page coupon below. | 


in every issue. 


Tear out and mail this coupon — now! 


DOMESTIC ENGINEERING, 1900 Prairie Ave., Chicago 


Please enter my order for three months’ use of your Retail Advertising Service. 
I’m going to advertise! 
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